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PREFACE. 



The following chapteins were written to exemplify the 
nse of the geometrical method in treating problems 
involving the flow of electricity arising from the 
existence of sources of electro-motive force whose 
intensity undergoes harmonic variation. 

The greater number of them appeared originally 
in the EUctridcm newspaper^ others have appeared 
in the Transactions of the Physical Society, and in 
the Philosophical Magazine. 

That on Condenser* Transformers has not been pre- 
viously published. 

THOMAS H. BLAKESLEY. 



Royal Naval Collbqb, Greenwich, 
May, 1889. 
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CHAPTER I. 

SELF-INDUCTION. 

It is often taken for granted that the simple form of 
Ohm's law — ^total E.M.F. -r total resistance = total current 
— is true for alternating currents. That is to say, the 
E.M.F. employed in the formula is taken to be the 
sum of the impressed E.M.F.'s alone. That there are 
causes which modify the value of the current as deduced 
from this simple equation, such as mutual or self-in- 
duction, or the action of condensers, is often acknow- 
ledged in text books, and the values and laws of 
variation of the current are correctly stated for certain 
cases of instantaneous contact and breaking of circuit. 
But the effect of an alternating E.M.F. upon a circuit 
affected by self-induction, mutual-induction, and con- 
densing action, has not been, as far as I know, put into 
a tangible working form.* I propose to deal with the 
case where the impressed E.M.F. is subject to simple 
harmonic variation — that is to say, the sort of variation 

* Dr. Hopkinson has quite recently dealt with some of tne 
cases of alternating currents in a paper read before the Society 
of Telegraph Engineers and Electricians. 

AL Co. » 



2 ALTERNATING CURRENTS. 

which takes place in the apparent distance of a satellite 
from its primary, as seen by an eye sitaated in the plane 
of revolution, and at an indefinitely great distance from 

the orbit. The form of the law is simply » = 6 sin ( p_<— t' ) , 

where t is the symbol for time, if being the value at 
the particular epoch when x is zero, x representing the 
magnitude subject to the variation under consideration. 
Since the sine of no angle can exceed unity, b is the 
maximum value of x. T is half the period or the time 
required for x to vary from its greatest positive value 
to its greatest negative. 

This sort of variation is exactly that which the E.M.F. 
undergoes in the case of a coil, turned round any axis 
at a uniform rate in a uniform magnetic field, and is 
very approximately the case in a large number of 
motions occurring in practice. It is also the case when 
a small bar magnet revolves at the centre of a coil, 
exactly when the magnet is very small, compared with 
the coil, and highly approximately in other cases. The 
variation of telephonic currents, as produced in a Bell 
telephone, is also harmonic. 

Let a straight line of fixed length, and situated in 
the plane of the paper, undergo uniform rotation in 
that plane. Then its projection upon a fixed indefinitely 
long line also in that plane will undergo harmonic vari- 
ation, and may represent any magnitude capable of 
undergoing such change {e,g. an electromotive force), 
the maximum value of this varying magnitude being 
represented by the revolving line itself. The period in 
which the revolving line makes one complete revolution 
is the period of the change. Hence, if we know the 
position of the fixed line and of the revolving line at 
any instant, we can say in what particular phase the 
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niagnitude undergoing harmonic change is at that in- 
stant. For instance, suppose these lines make 30° with 
each other, we can say at once that the magnitude is 
removed from its maximum value by an interval of time 
equal to one twelfth of the period. If the angle is at 
the instant increasing, the magnitude has passed its 
maximum value that interval of time ago. If the angle 
is growing less, the magnitude will attain its maximum 
after that interval of time. It is therefore necessary to 
fix a positive direction of rotation as representing the 
positive lapse of time. [That direction which is oppo- 
site to that of the hands of a watch will here be 
adopted.] 

It follows that when we have two such electromo- 
tive forces acting in the same circuit, having different 
maximum values but the same Period, since each is 
represented by the projection of a revolving straight 
line upon a fixed straight line, the resultant electromo- 
tive force at the instant is the algebraical sum of the 
individual projections. And if the two revolving lines 
are laid down as the two sides of a triangle taken in 
order, the rotation being uniform and the same for both 
lines, the lines will remain always inclined at the same 
angle to each other, and the algebraical sum of their 
projections is the projection of the- third side. Thus, 
in the matter of such electromotive forces, we havo a 
theorem exactly corresponding to the triangle of 
directed quantities. 

We may extend this mode of representing such 
quantities so as to form a theorem corresponding to^ the- 
polygon of directed quantities,, and cite it thus : — 

^'If the straight lines AB, BC, CD^...ST repiresent 
the maximum values of different electromotive forces, 
and, as to direction, are so laid down upon the paper 
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that their projections upon a fixed straight line repre* 
sent at some point of time the instantaneous values of 
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those electromotive forces^ their instantaneous resultant 
is the projection of the simple straight line AT." 

If, in any particular case, we have taken into con- 
sideration all the electromotive forces concerned, then 
clearly the line representing the resultant corresponds 
in phase with the instantaneous current; and if by 
scaling or calculation we find the value of this resultant 
in volts, we heve only to divide by the resistance in 
ohms to obtain the maximum value of the alternating 
current resulting from all the component electromotive 
forces. This is true, even if one of the electromotive 
forces is that of self-induction. But suppose we have 
arrived at a preliminary resultant by compounding all 
the electromotive forces with the exception of that of 
self-induction ; we then require the final resultant, and 
we obtain it by remembering that it must be at right 
angles to the electromotive force of self-induction ; for 
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tlie electromotive force of self-induction must be greatest 
when the current is passing through zero : therefore it 
must have its projection on the fixed line greatest when 
that of the final resultant (corresponding with the cur- 
rent) is zero. Therefore the final resultant and the 
electromotive force of self-induction must be to the pre- 
liminary resultant as the two sides of a right-angled 
triangle including the right angle, are to the hypothen- 
use ; and as we already possess the hypothenuse, we 
have only to determine the ratio of the sides, and upon 
which side of the hypothenuse they must be placed, in 
order fully to determine the position and size of the 
final resultant and the electromotive force of self- 
induction. The geometrical construction is as follows : — 
From one end of the preliminary resultant set off an 
angle in the negative direction of rotation, whose tan- 
gent is equal to the product of the coeflScient of self- 
induction and the angular velocity of rotation divided 




by the resistance, and then complete the right-angled 
triangle. For if ABO is such a triangle, — AB, BO, AC 
representing respectively the preliminary resultant, the 
electromotive force of self-induction, and the final re- 
sultant at the maximum values, — it is clear that the 
maximum rate of increase of the resultant electromotive 
force will be AC x angular velocity. Divide this by 
the resistance, and the maximum rate of increase in the 
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current is obtained^ which, multiplied by the coefficient 
of self-induction, must give the maximum electromotive 
force of self-induction, from the fundamental conception 
of that magnitude. 

Hence, in symbols, if r = the resistance, 

L = the coefficient of self-in- 
duction, 
CD = the angular velocity, 

BC = — ©L, 
r 

or ^ = tanBAC = ^. 

AC r 

If 2T is the period, o) = ^, ;. tan BAG = ^. 
2i ir 

And since the electromotive force of self-induction must 
be greatest and + ve when the current is changing 
through zero from -\-ve to —ve, it is clear that the phases 
of the electromotive force of self-induction must follow 
those of the final resultant electromotive force at an 
interval of time represented by a quarter of the period. 
Thus the above construction is justified. 

As many of the problems involving alternating cur- 
rents can be very well exhibited and solved by geo- 
metrical methods, I shall give one or two geometrical 
propositions which will render the diagrams that may 
occasionally be required easier of comprehension. 

Geometrical Proposition I. 

If AB, AC, are two lines in the plane of AX, AY, 
which revolve round a line drawn through A at right 
angles to this plane, at a uniform rate, the angle CAB 
being therefore maintained constant, to find a geo- 
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metrical expression for the mean value of the product 
of the projections of AB, AO upon AX. 




Fig. 3. 

From B and C draw BD, CB, perpendicular to AX. 

Draw AB' perpendicular to AB, and make AB' 

equal to AB. 

Draw AC perpendicular to AC, and make AC 

equal to AC. Then AB', AC represent the positions 

of AB, AC after revolving through one right angle 

Draw B'D', CE' perpendicular to XA produced. 

Then the angle AB'D' is equal to the angle BAD, 

and the angle ACE' is equal to the angle CAB. 

Now 

AB, AD=AC, AB, cos CAB, cos BAD, 

and 

AB', Aiy= AC, AB', sin AC'B', sin AB'D 

=AC, AB, sin CAB, sin BAD; 

therefore 

AB,AD + AB',AD' AC, AB f ^.t. ^.j. 
1 _ 2 = L 3 COS CAB COS BAD 

+ sin CAB, sin BAD X 

^ AC, AB f cos CAB -BAD J 

AC, AB ^ . p, 
= — i^ cos BAC. 

But the quantity upon the left of this equation re- 
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presents the mean value of the product of the projec- 
tion of AB, AC, upon AX, for two positions of the 
moving system differing by one right angle. And all 
the positions of the system may be taken in pairs 
differing by one right angle. But when two such 
positions are taken, the mean value is shown by the 
above equation to be independent of the actual position 
of the system. 

Therefore, the mean value obtained for two such 
positions is the mean value for all positions, and is 
given by the above equation, the right hand side of 
which shows it to be half the product of AB and AC 
multiplied by the cosine of the angle between them. 

It is unnecessary that the lines AB, AC should have 
a common point. If A B, C D are any two lines situated 
in one plane, and inclined to one another at a constant 
angle, while they revolve round any axis at right angles 
to the plane containing them, the mean value of the 
product of their projections on any fixed line in the 
plane containing them is half the product of their 
lengths multiplied by the cosine of the angle between 
them. 

The application of this proposition to problems in 
alternating currents is extremely simple. 

The power working at any instant in a source of 
electromotive force is the value of the product of the 
instantaneous electromotive force in question, and of the 
instantaneous current. 

Suppose one of the lines we have been considering 
represents the maximum value of an alternating electro- 
motive force varying harmonically, and acting upon a 
circuit conveying an alternating current also varying 
harmonically, and that the two have the. same period. 
Suppose the second of the two lines to represent the 
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effective electromotive force througli the circuit at a 
maxiinum. Then the projections of these two lines 
may be taken to represent the real value of these two 
electromotive forces at some instant. If we divide tha 
effective electromotive force by the resistance, we get 
the real value of the current at the instant, and the 
product of the electromotive force represented by the 
projection of the first line into the current at the instant 
represents the power at the instant exerted by the 
source of the electromotive force represented by the 
first line. 

Hence, if in the figure AB represent the maximum 
value of some electromotive force acting upon a circuit 
whose resistance is R, and AC represent the maximum 
of the effective electromotive force producing current, 
then the mean power exerted by the source of electro- 
motive force, whose maximum is AB, is equal to 

^^>^^ cos BAC. 

Now, suppose that the only two electromotive forces 
acting upon the resistance R are represented by AB, 
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BC, when at their maximum, and by the projection of 
these lines upon any fixed straight line at any other 
moment, then AC is the effective electromotive force 
acting upon the resistance R. Join AC, and produce 
it towards A to D, and draw BD perpendicular to it. 
Then, by what has been said, the power exerted by 

BC AC 

the source of BC is — ^f^ — cos ACB, and the power 

exerted by the source of AB is — ^p^ — cos CAB. 

This in the figure as drawn has a negative value, 

equal numerically to — ^^ — cos DAB, which, there- 

fore, represents the power doing work upon the source 
of AB, and, following the same rule, the effective power 
sending the current through the circuit is — 

ACxAC „n AC« 
~ cos U= 

2R 2R 

The three powers of the primary source, of the re- 
cipient source, and that heating the circuit, are pro- 
portional respectively to 

BC cos ACB : AB cos DAB : AC, Le., to CD : DA : AC. 

The electromotive force of self-induction is one which 
depends for its value upon the rate of increase or de- 
crease of the current. It is greatest when the current 
is increasing most rapidly, i.e., when the current is 
zero, and it is least when the current is unchanging. 
I.e., when it is at a maximum or minimum. It varies, 
therefore, harmonically, and is, in fact, an electromotive 
force which must be drawn in such a diagram of electro- 
motive forces as has been considered at right angles 
to the efiective electromotive force. Its mean power, 
therefore, in a period must be zero. 
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To find its maximum value, consider that if 2 T is tlie 

27r 
complete period, —j^ is the angular velocity of any point 

in the diagram. And if the diagram revolve round one 
extremity of the line representing the effective electro- 
motive force, the greatest rate of increase of the effective 
electromotive force is represented by the velocity of 
the other point. 

If e be the maximum value of the effective electro- 

motive force, e ^^^ will represent its greatest rate of in- 

crease, and this divided by the resistance R, will re- 
present the greatest rate of increase of the current. 
If, therefore, the circuit has a self-induction coefficient 
of the value L, the maximum value of the electromotive 

force of self-induction will be L T5-crm=e-^7n > therefore, 

a 2t L xCl 

in the diagram ^^^ must be equal to the tangent of the 

angle between the effective electromotive force and the 
resultant of the impressed electromotive forces. , 
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Thus, in the figure, if AB represent the resultant of 
the impressed electromotive forces, and AO is drawn 

BO that tangent CAB=-— ^, and BC is drawn perpen- 
H 1 
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dicular to AC, then BO represents the electromotive 
force of self-induction and AC the effective electro- 
motive force. 

Suppose, now, that AB, BO are the revolving repre- 
sentatives of two electromotive forces. Then AC is 
their resultant; CAB is an angle whose tangent is equal 

to ^, as explained ; CE, BP are perpendiculars upon 
xr 

AE. Then AB is the final resultant or eflFective electro- 
motive force, merely requiring division by the resistance 
to give the current. 




Fig. 6. 



AB • 
The power derived from the source of AB is AF -^r — ' 

AE ^^ 
the power transferred to the source of BC is FE -r--. and 

AB AE* ^^ 
the power heating the circuit is AB -— - = — — • 

As regards the projection of BC, viz. FE, since (as 
here drawn) FE is in a contrary direction to AE, there 
is a transfer of power to its source. Had F been 
situated nearer to A than E is, the source of BC would 
do work and assist in heating the circuit. This ob- 
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viously depends upon whether BC, AE are inclined to 
one another at an angle greater or less than a right 
angle. 

If we denominate these three powers as the power of 
the active source, the power of the recipient source, and 
the heating-power, they will be to each other in the 
proportion 

AF : FB : AE ; 

and the efficiency of transmission will be -^-=, the ratio 

of waste being -r-=. 
Ar 

The electromotive force of self-induction, properly 

speaking, exerts no power in a period. It happens, 

however, that the cores of electro-magnets become warm 

when subjected to an alternating current ; and this 

effect is generally attributed to the heat from the 

circuit reaching them by conduction. . Some high 

authorities have held that the power due to any in- 
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duced electromotive force must be zero, and that the 
change of electro-kinetic momentum involves no loss of 
energy. It is certain that if there be any electromotive 
force doing work, its projection on the line of effective 
electromotive force cannot vanish ; and if any work is 
done upon the cores by the changes of polarity in one 
period, the effective electromotive force will be di- 
minished by the amount of one opposite to it in phase 



14 ALTERNATING CURRENTS. 

and of such a value that if multiplied by the reduced 
effective one and divided by twice the resistance, the 
result will be the power producing the work observed 
to be done upon the cores. Such an electromotive force 
is an induced one ; but it differs from that of self-in- 
duction, as usually understood, in having its phase in 
exact opposition to that of the current. In such a case 
the diagram of electromotive forces would be as shown 
above (Pig. 7). 

Here AB is the impressed electromotive force. 
AD is the effective electromotive force. 
CD is the ordinary electromotive force of self- 
induction. 
BO is the electromotive force resulting from 
magnetic viscosity, and DO, DA are con- 
nected by the relation, — 
DCLtt 
DA TR 
The result of a large magnetic viscosity would be, 
therefore, to diminish the effective electromotive force 
in comparison with the impressed one, but at the same 
time to bring the two more nearly into the same phase ; 
whereas the effect of an increase in the co-eflSoient of 
self-induction, as commonly understood, is to diminish 
the effective electromotive force in comparison with 
the impressed one, and at the same time to increase 
the difference of phase. 

Most problems relating to self and mutual induction, 
and to the action of condensers at particular points, may 
be treated geometrically in the way indicated, as will 
be exemplified occasionally in the following chapters, 
though the analytical method is probably better in 
cases of distributed capacity. 



CHAPTER II. 

MUTUAL-INDUCTION^ 

For the sake of brevity it will be well to describe a 
magnitude undergoing harmonic variation by its maxi- 
mum value. Thus, suppose, in Fig. 8, BD, the projection 
of a constant line, AB, upon the axis of Y, to represent 
the electromotive force at some instant acting through 
a circuit, and that the electromotive force undergoes 
the variations which this projection undergoes, it will 
be convenient to describe the electromotive force by its 
maximum value AB. 

And similarly with currents. If a current is repre- 
sented always by the projection of the magnitude re- 
presenting its maximum, we may talk of the maximum 
value as the current. 

Language based upon this convenient mode of 
expression has, in fact, been used towards the close of 
the previous article. We may employ the first pro- 
position there given to the determination of the reading 
of a dynamometer subjected to alternating currents. 

Suppose, in Fig. 1, that AB represents the current 

through one of the coils of the dynamometer, and that 

AC represents the current through the other coil. Then 

the average value of the product of these currents will 

, ACAB jy.r^ 
be — ^ — cos BAG. 

15 
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But it is the average value of the product of these 
currents which will be proportional to the reading of 
the instrument. 




Fig. 8. 

Moreover, in the ordinary case the currents in the 
two coils are identical in value and coincident in phase, 
the coils being in series. 

The first consideration requires AB to be equal to 
AC, and we may take c as the value of each of them. 
The second consideration requires cos BAG to be equal 
to unity, since BAG = 0. 

Therefore, the reading of the dynamometer will be 

proportional to — . 

Thus the reading of the instrument which is produced 
by an alternating current c (i.e., whose maximum is c) 
will be produced by a uniform current whose value is 



v/2 



or -707 c. 



The method of compounding the electromotive forces 
acting in one circuit and having the same period, but 
differing in phase, after the manner of forces and 
velocities in mechanics, is evidently true when we con- 
sider that the real electromotive force is the sum of the 
projections of each, individually projected, upon one 
straight line. 

The graphic diagram resulting from the application 
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of this method may be advantageously employed in 
exhibiting the effects of an alternating E.M.F. acting 
on a circuit possessing, besides self-induction, mutual 
induction on and from another circuit possessing self- 
induction in its turn. 

As self-induction is defined to be the electromotive 
force acting through a circuit due to the increase or 
decrease of the current in the circuit itself, so mutual 
induction is the electromotive force produced in one 
circuit by the changing current in a neighbouring 
circuit. 

In each case the rate of change in the current requires 
to be multiplied by a coefficient to give the induced 
electromotive force. 

L is the usual symbol for the coefficient of self- 
induction, and M is the coefficient of mutual induction. 

Hence, if we multiply the instantaneous rate of in- 
crease of the current in the first of two coils by M, the 
coefficient of mutual induction between that coil and 
the second, we obtain the instantaneous electromotive 
force due to this increase in the second coil. 

Let L be the self-induction coefficient of the primary 
circuit. 

Let L' be the self-induction coefficient of the secondary 
circuit. 

Let R and r be the resistances respectively of these 
two circuits, and 

M the coefficient of mutual induction between 
them. 

Take a line CF of magnitude h and draw CE at right 

angles to CF, and in magnitude equal to ^^m^^ ^^ that, 
in fact, ^^ = tan CFE. On OE as diameter describe a 

AI. Cu, n 
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semi-circle on the side remote from CP, and set off the 
angle EGA, whose tangent is equal to —^, From P 
draw PB perpendicular to AC produced, and produce 



BP towards P to G, so that PG=5^A0. 

ri 



In CB take 



CD, so that CD bears to CB the same proportion which 
L bears to M. Join DG, and call it e. 

Then if e is the impressed electromotive force in the 
primary circuit, in phase and magnitude, CP or h will 
be the effective electromotive force in the primary 
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circuit, and CA, which call/, the effective electromotive 
force in the secondary circuit, in phase and magnitude. 
In other words, dynamometers inserted in these two 
circuits will give the same reading as if the constant 

h t 

E.M.P/s —7^ and -y^ were inserted in the circuits re- 
spectively, the angles of torsion being proportional to 
the squares of these lines CP AC respectively. 
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If we write 

Ltt 

tan a = — . 

RT 

tan 5 = —. 

tan 7=—, 

X ^ Mtt 
tanS = ^, 

tlien CFD = a, ACE = y9, CFB = S, and from the geometry 
of the figure we have 

/= h cos )8 tan S ^ i 

DOS'* a cos a J 

Therefore we have for the equation connecting e and h 

g2_- — 5— {1 + cos^ a cos^ B tan^ 7 tan^ S + 

cos^a 

2 cos a cos )8 tan 7 tan S cos a-{-^], 

and for the equation connecting e and / 

6* = — r \, r^ , — s-sll+cos^a cos^)8 tan^7 tan*S + 

cos^ a cos^ p tan-* 

2 cos a cos /8 tan 7 tan S cos a + yS} 

If we write tan <f> for cos a cos )8 tan 7 tan S, for 

brevity's sake, these equations become :— 

^2 

e* = — 2 2Ti{l + sin 2 6 cos a + S}, 

cos^ a cos^ <p '^ ^ '^•" 

"^ si^n^ ^^ + sin 2 <^ cos a + /3} ; 
or, to express the effective electromotive forces sepa- 
rately in terms of e, 

e cos a cos <f> 

V 1 + sin 2 ^ cos a + )8* 
e sin <^ cot 7 

^1 +sin 2 <^ cos oHhS* 
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Vi.rtf\ J 



whence the expressions for the currents ^ and*^, in 

It T 

terms of the coefficients of self and mutual induction, 

the resistances and the period, become, by the proper 

substitutions 

h eT (r«T« + L'«7r»)* 



R { (MV2 + RrT2 - LLV)2 + 7r« T^ (Lr + L'R)^}*' 



(a) 



/= ?TM7r .^. 

r { (MV2 + RrT2 - LLV)^ + tt* T« (L^- + L'R)^}*' ^^^ 

The relation which the current in the secondary coil 
bears to that in the primary is simply 

(r^T^ + L'^TT^)* * • " • ^^^ 

and the relation of the dynamometer readings in the 
two circuits will be as the square of this expression. 

The interesting experiments of Mr. Willoughby Smith 
on the effects produced by inserting masses, or, as they 
were described, screens of metal in the field of two coils 
on their mutual induction, illustrate this proposition. 
Though the undulations of the primary electromotive 
force were not in this case harmonic, but were produced 
by mere commutation at the poles of a battery, yet 
there is no doubt that the effects produced in the 
secondary coils by this mode of generation would 
approximate to those illustrated here. From the figure 
it is clear that a large increase in the value of M will 
greatly diminish the proportion which A bears to e, but 
unless L' is largely increased, the increase of M will 
not so largely alter the value of CE, upon which, with 
L', / depends. 

In the lecture which the writer had the good fortune 
to hear from Mr. Willoughby Smith, the chief omission 
seemed to be that of a dynamometer in the primary 
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coil. It is highly probable that a great falling off would 
have been noticed in the reading of such an instrument^ 
when the metal was placed in the field, even when the 
dynamometer in the secondary circuit showed no falling 
off of current. The faulty use of the idea of screening 
would have been made very manifest by such an ex- 
periment, for it would have seemed as if the screen had 
been enabled to maintain the effect of the radiation on 
the recipient circuit when the source- of the radiation 
itself had become weaker. I have, in fact, illustrated 
this point in an experiment. 

A battery and electric tuning fork were joined in 
circuit with the primary coil of a Ruhmkorff apparatus 
of which the usual vibrator was constrained in position 
to maintain contact, the tuning fork taking its place as 
vibrator. In the secondary circuit was a Bell telephone. 
The core was removed and the apparatus set to work, 
both the tuning fork and telephone singing in unison. 
On pushing the core into its place in the centre of the 
coils, the intensity of the tone of the telephone was 
increased, but that of the tuning fork was diminished. 
The period was -^iTy of one second, the tuning fork 
giving the A above tenor C. Probably a lower note 
would have increased the effect observed. To render 
the effect on the tuning fork more evident, it is well to 
silence the telephone. This can be conveniently done 
by holding it mouth downwards, and burning a whisp of 
paper about 6 in. beneath. 

On the other hand, the figure and the formulae show 
that when the period is diminished, other things re- 
maining the same, both the effective electromotive force 
in the primary and that in the secondary circuit grow 
smaller, compared with the impressed electromotive 
force. But the equation (7) indicates that when T is 
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diminislied^ i.e., when the alternations become more 
rapid^ the relation of the carrent in the secondary 
circait to that in the primary circuit becomes greater; 
thns^ in that part of Mr. Smith's experiments which 
dealt with an augmentation of the rate of altematior^ 
the energy could hardly be said to be screened when a 
dynamometer in the primary coil would have demon- 
strated a greater falling off in the current in that circuit 
than occurs in the secondary circuit. To describe such 
an effect as due to screening would be as if one suffer- 
ing from the radiation from a grate should pull between 
himself and it a screen, which, by being drawn into the 
middle position, should, by suitable mechanism, cause a 
bucket of water to be emptied into the fire, and were 
then to declare that the screen had stopped the radia- 
tion by virtue of being a screen. 



CHAPTER III. 

CONDENSERS. 

In »pplying the geometrical method to the representa- 
tion of the effects upon the carrying power of a circuit 
of electric capacity it will be necessary to bear in mind 
carefully what is meant by capacity. An arrangement 
is said to possess capacity when the arrival and ac- 
cumulation of a certain finite quantity of electricity 
is necessary before it can exhibit a rise in potential. If 
the rise in the potential is proportional to the net 
arrival of electricity, the capacity of the condenser is 
said to be constant, and is measured by that amount of 
electricity necessary for a rise of potential of a unit 
amount. It has been denied that a voltameter is a 
condenser, but without justice. The arrival and ac- 
cumulation of electricity is necessary before the elec- 
trodes of the voltameter exhibit difference of potential. 
When this takes place, it is accompanied, not perhaps 
by what is sometimes understood as a static charge, but 
by a decomposition of the fluid, and an annexation, 
incipient or otherwise, by the electrodes of the products 
of the electrolysis. In an incipient condition, with 
which in the question of alternations we should have 
to deal, it is not certain how the quantity of electricity 
which has reached the voltameter is connected with 
the difference of potential exhibited by the electrodes. 

83 
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That is to say, the condenser of this form may not 
have a constant capacity, and therefore might disturb 
the harmonic nature of the alternations, even when the 
variation of the impressed electromotive force was truly 
harmonic. But with the more usual form of condenser, 
where there exists a constant capacity, there will be, 
indeed, upon its introduction into the system, a re- 
arrangement of the values of the current in different 
parts, but each will remain harmonic in character. 

Suppose the straight lines AB, BC, CD, etc., being 
the consecutive sides of an unclosed polygon, represent 
the values of currents conveying electricity harmonically 
to and from a point, with the same period of variation. 

Then, since the rate of arrival of electricity is repre- 
sented at any instant by the sum of the projections of 
the individual lines upon some fixed line, and the sum 
of such projections is equal to the projection of the line 
joining AD, the extreme points, therefore the arrival of 
electricity will be that due to one current of the value 
AD. 

Thus, however many harmonic currents of the same 
period are flowing into and out of a condenser, and 
whatever their differences of phase, their effect in 
charging that condenser will be that due to one harmonic 
current of the same period, and in a certain determinate 
phase as regards the actual currents. This current may 
be called the effective current. 

It will be necessary to consider, therefore, the effect 
upon a condenser of constant capacity of the arrival of 
electricity at a rate undergoing harmonic variation, for 
that rate is the effective current. 

While the current is positive, the charge is always 
increasing ; and, vice versa, the charge of the condenser 
is always decreasing when the current flows away from 
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the condenser. Hence the charge will be greatest 
when the current is changing from positive to negative 
through the value zero, and least when the current is 
changing from negative to positive through the value 
zero. 

Let us take this latter point to start from, and con- 
sider what the accumulation of electricity will be in a 
given time t. If T is half the period, the angle through 
which the line representing the current will revolve in 

time t is equal t 7p- Call this angle a. Let d represent 

any angle which the line has traversed between zero 
and a by a given point of time. 

Then, if c is the maximum value of the current, c sin 
will be its value at the particular point of time con- 
sidered. Now, supposing we knew the average value 
of this current between the values of 0, zero and a, we 
should only have to multiply this average into the time t 
to find the value of the electrical accumulation. The 
factor c is constant, and therefore the accumulation 
depends upon the average value of sin between 
and a. 

The following subsidiary proposition is a mode of 
finding the value required without the use of the 
integral calculus. 

Geometrical Peoposition II. 

To find the average value of sin and cos when 
varies from to a uniformly. 

Let S(a), C(a), represent respectively the average 
values of sin and cos 0, when varies uniformly from 
to a. 

Now, the cosine of any angle between and a may 
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be expressed by cos ( s"*"^ ) ^^ ^^® \ ^""^ / ^ ^l^^"^® 
<f> may have all values from to -. 

Therefore all the values of tf may be grouped into a 
number of pairs, represented by I ^ + ^ 1 and I s ~ ^ I 

where <f> varies from to ^. 

Now, cos ( 9 + I = COS 5 COS ^ — sin ^ sin <f>, 

and cos ( s •" ^ J = cos - cos ^ + sin ^ sin <f>. 

Therefore, the average value of the pair of cosines, 

cos ( ^ + ^ I S'^d cos I ^ — ^ I is cos ^ cos <f>. 

Thus the average value of cos 0, where 6 varies from 
to a uniformly, depends upon the average value of 

cos 4>, where <f> varies uniformly from to ^, as in the 

following expression : — 

C(a) = cos|c(|). 

Similarly ^(t)^^''^l^(i)' 

Therefore C (a) = cos? cos? .... cos?-C|?-|. 
2 4 2* \2v 

n. * 

The angle — becomes indefinitely small when n is 

made infinitely large, and evidently the average value 
of the cosine of a very small angle approaches unity, 

therefore C ^ is equal to unity when n is made in- 
finitely great. 
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Therefore C(a) =cos ^ cos - oos ^v • . . ad infinitum, 
^ 4 o 

But by ordinary trigonometry 

sm a = 2 cos - .sm - 
2 2 

= z^ cos ^ . COS - . sm - 
2 4 4 

2*^ a a a a . a 

= a . — . cos ^ cos .- cos ^ . • . . cos — sm -- 

a 2 4 o 2* 2" 



a a a 

= a . cos - cos - cos ^r • • • • 
2 4 o 

and when n is infinitely larger, 

a 

— ^=1. 

a 

"2^ 

Therefore, sin a = a cos ^ cos j cos ^ .... ad 

2 4 o 

infinitum, and hence 

^/ X sin a / X 

C(a) = .... (a) 

a 

or the average value of cos 6, when 6 varies uniformly 




between and a, is 



sio a 
a 



Similarly, 

sin ^ ? + ^ 1 = sin ^ cos ^ + cos ^ sin <f), 

and sin I - — <^ 1 = sin - cos <f> — cos - sin <^. 

Therefore, the average value of the pair of sines, sin 
/ - + <^ ) and sin ( 5 — <^ ) is sin ^ cos ^. 
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Thus the average value of sin 0^ when varies from 
to a uniformly, depends upon the average value cos 

^, where ^ varies from to jj, as in the following ex- 

2 

pression :— 

S(«)=sm?c(|). 
But by the former portion of the proposition the value 
of ( r 1 has already been determined (a) to be 

a 

Bin 2 



a 

2 

Therefore S (a) = ^^ ^-cosa , . . . . f ^) 

a a 

"2 
that is to say, the average value of sin 0, when varies 
from to a, is 

1 — cos a 

a 

We can now deal with the electric problem, for the 

supply of electricity given by the harmonic current in a 

time t dating from the zero value of the current will be 



(-;) 



fcS 

\17 

. tir 

1— cos 



or tcx-^^— =- (1-cos^j =^-^"'» U-t) 

T .... (7) 

and the total supply during one half period is therefore 

2Tc 
equal to — , which is the value of the above expression 

TT 
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when t is equal to T. Daring the second half period 

this quantity of electricity is abstracted. 

Tc 
During the first quarter period the supply will be — ' 

TT 

or half the entire quantity, and as it is convenient 

always to measure from a mean value of any harmoni- 

Tc 
cally varying magnitude, we may consider — to be the 

TT 

addition or withdrawal of electricity in any of the 
quarter periods, to or from the mean value. 

The expression (7) shows that the variation in the 
supply is harmonic, and differs by a quarter period in 
phase from that of the current in the direction of retar- 
dation ; i.e., it does not come up to its maximum until 
the current has passed its maximum, the interval 
between the two events being a quarter of a period, or 
T 
"2- 

Hence, if the condenser be one whose capacity is con- 
stant, the potential difference of its plates will undergo 
harmonic variation, and in a diagram of electromotive 
forces will be drawn at right angles to any line which 
is in the same phase as the effective current into the 
condenser, in the direction of retardation. If C is the 
capacity of the condenser, the amplitude of the differ- 

1 m 

ence of potential of its plates will be 7^ — which B.M.F. 

will occur when the effective current is changing its 
direction. 

We shall next consider the effect of connecting two 
points of a circuit with the plates of a con denser. 

/^ 0? TWR ^ 



CHAPTER IV. 

CONDENSKB IN CIECUIT. 

Before discussing some of the effects upon the practical 
applications of electricity of coefficients of mutual and 
self-induction, it will be well to consider the action of a 
condenser whose plates are joined to different points of 
a circuit conveying an alternating current, for we shall 
find that in cases where both capacity and coefficients 
of induction exist, they are capable not only of modify- 
ing the effects of each other, but of masking the effects 
of resistance. It may even be possible, by suitable 
adjustment of the quantities concerned, to put through 
a resistance which is not closed a current of the same 
amount which would flow through it if it were closed, 
but denuded of the condensing apparatus and induction 
coefficient. 



> +> 



Fia. 10. 



In Fig. 10 suppose that 0- is a source of harmonically 
varying electromotive f orce, working into a circuit 
whose total resistance is E. + r, and that at there is a 
condenser of capacity C connected with the circuit in 
such a way that the section of the circuit terminated by 
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the plates of the condenser and containing the source G 
has a resistance r^ and that the remote section has a 
resistance R. We shall also suppose that there is no 
self-induction in either section of the conductor. Take 
a straight line, O C, on any convenient scale to represent 
the electromotive force of the source, and divide 00 in 
DsothatOD : DO::r : E. 

Calculate the quantity rn /p \ , where T is half the 

period. From the nature of the quantities involved this 
quantity is necessarily positive and numerical, and it 
may therefore be represented by the tangent of an 
angle in a diagram where the lines, as in the case before 
ns, are electromotive forces. 

Set off the angle OOB of such a value that its tangent 
has this value, and in the direction of retardation. 
From D draw DE perpendicnlar to CE, and join EO. 
Then OE and EO will represent in phase and magni- 
tude the effective electromotive forces in the two 
sections. That is to say, the current generated in r 
will be that due to an E.M.P. of the value OE operating 
upon a simple circuit of resistance r, and the current 
generated in R will be that due to an E.M.F. of the 
value EO operating upon a simple circuit of resistance 
R. To prove this, produce CE to P, and draw OF per- 
pendicular to OP. 

In the first place it is to be observed that the differ- 
ence of potential of the plates of the condenser consti- 
tutes the effective electromotive force in the circuit R. 
Also the difference between the generated E.M.F. and 
that due to the plates of the condenser constitutes the 
effective E.M.F. in the circuit r. 

But the generated E.M.F. is 00. If, therefore, EO 
does represent the E.M.P. due to the condenser — Le., 
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the effective E.M.F. in Bection R — it follows that OB 
will represent the effective E.M.P. in section r. Thus 
the two points to be proved stand or fall together. 




Fia. 11. 

If EC is not the effective E.M.F. in circuit R, let 
E'C be the value in phase and magnitude. Join E'O 
E'D, and draw OF' parallel to DE'. 

Now, because E'C represents the effective E.M.F. in R, 
therefore OE' represents the effective E.M.F. in r. 



Therefore 



E'C 

-— - is the effective current in R, 



and 



OE' . 



is the effective current in r, 



but FE' : E'C :: OD : DC, because OF' is parallel to DE'. 
FE':E'C::r:R, 
FE'_E'C 
7 R- 



Therefore 
and hence 



F'E' 

Therefore is the effective current in R, 

r 

OE' 
and since — is the effective current in r, 
r 
cyw E'F' 
therefore and are those currents considered as 
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conveying electricity in io tlie condenser, tbe positive cur- 
rent in E being of course a negative current as regards 
charging the condenser. But these are the only two 

OF' 
currents affecting the condenser ; therefore is the 

V 

effective charging current of the condenser — i.e., the/ 
phase and magnitude of the effective B.M.F. through a 
resistance r, and producing the effective charging 
current, is represented by the line OF. But, by what 
was proved in the last chapter, the phase of the charg- 
ing current must differ by a quarter period from that 
of the difference of potential of the plates of the con- 
denser. 

Therefore must OF' be at right angles to CE', and 
the angle DB'O be a right angle. Therefore E' must 
lie in the circumference of the semi-circle described 
upon CD as diameter. 

OF' 
Further, since is the effective charging current, 

OF' T 

the maximum accumulation of electricity is , and 

r TT 

therefore, if C is the capacity of the condenser, the 

difference of potential of the plates of the condenser 

OF' T 1 

will be -,which therefore should be equal to E'O. 

r ttO 

But OF' : E'D:: CO : CD by similar triangles. 

::¥+!• : R 



.OF' = E'D?±^ 



Hence -r^/p. R + r T ^^/^ 



Therefore 



E'D CTrRr 



E'C T.R + r 
ortanDCE' = tanDCE. 

Al. Cu. 
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Therefore CE' must coincide with CE in direction, 
and because E' lies upon the semi-circle on DC, it can 
occupy no other position than E ; or EC is the efiFective 
E.M.F. in R, and by consequence OE is the effective 
E.M.F. in r. 

The only point remaining to be justified is the direc- 
tion in which the angle OCE has been taken. Had it 
been taken on the other side of OC, it is clear that EC 

OF 
would be at a maximum a quarter period before — , 

r 

the effective charging current, which would be absurd. 

Hence the construction is completely justified. 

Now, it is evident, from the mode of construction, 
that OE must always be greater than OD. But had 
there been no condenser in the system, it is clear that 
OD would have been the effective E.M.F. through the 
resistance r. The effect of the condenser, then, has 
been to increase the jBffective E.M.F. in this section, 
and of course also to increase the current resulting from 
it. 

On the other hand, EC must necessarily be less than 
CD, which is the longest side of a right-angled triangle, 
of which EC is one of the other sides. But without the 
condenser CD would hava been the effective E.M.F., 
through the section whose resistance is R. The effect 
of the condenser in the system upon this portion of it 
will be, therefore, to diminish the current. 

Hence, if the whole cia*euit before the introduction of 
the condenser contains a number of incandescent lamps 
in series, the joining up with the plates of the condenser 
will have opposite effects upon the lamps in the two 
portions of the circuit. The light of those situated 
between the condenser and the generator will be aug- 
mented, and that of those in the remote section will 
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grow less intense. This effect depends entirely upon 
the value of the tangent of the angle OCB, which is 

equal to f^r^=- -, and therefore increases as the capa- 

i(R + r) 

city of the condenser increases, and as the period 
diminishes. 

A further question is that of the change of power 
employed. By what was demonstrated in the first 
article, the power of the source of any harmonic source 
of E.M.P. is equal to half the product of the B.M.F. and 
the current passing through it, multiplied by the cosine 
of their difference of phase. 

In the case before us, the E.M.F, of the generator is 

OB 

00 ; the current through it is — , 

T 

Therefore the power is — ^ — . cos COB. 

If BH is drawn perpendicular to 00, 
OH = OB cos. COB. 

Therefore the power employed is — ^ , 

But had there been no condenser, or if the capacity 
of the condenser vanishes, OH would have been co- 
incident with OD, and the power would have been 
00. OP 

2r • 

Therefore the effect of the condenser has been to 
demand a change of power in the ratio of OD : OH. 

Since OH must always be greater than OD, the 
change is always in the direction of augmentation, and 
we are therefore justified in thinking that such an 
arrangement might be beneficially employed in regulat- 
ing the intensity of lamps ; for though in the remote 
section the light suffers by the introduction of the con- 
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denser^ there is upon the whole an augmentation of 
power at work. 

The actual power in the two sections of the circuit 

will be - — in the generator's section, and -^r^ in the 

remote section. 

These, of course, when added together, are equal to 

00 OH 
the power of the source, i.e., to — ^ > which any one 

can verify from the geometry of the figure. 

It may be interesting to note, however, that we can 
exhibit the powers in the two circuits as the products 
of certain lines in the figure divided by the same 
denominator, so that they can be compared by the mere 
multiplication of measurements taken with a pair of 
dividers. 

The power in the remote circuit is^rr^ ^^^ ^^ • ^^ 

EP EE 
:: R : r, therefore -^ = — > and the power becomes 

— * ^ ' while that in the generator's circuit is- — , and 

the total power is — . 

2r 

Therefore they can be compared with each other by 
measuring eO.EF, OE^ OO.OH. 

Also, since OH : CE : : FE : DO. Therefore, CE . FE = 
CH.DO. 

Therefore, the three powers are again as 
CH.DO :0E^: OO.OH; 
and we have only to divide by 2r to obtain the absolute 
powers. 



CHAPTER V. 

SEVERAL CONDENSERS. 

We may easily extend the reasoning of the case when 
the circuit is bridged by one condenser to that in which 
at several points condensers are situated, as indicated 
by Fig. 12. 

In this figure G is a generator, and the circuit is 
bridged at various points Cj C2, etc., by condensers of 
capacity Cj C2, etc. R^ is the resistance of the remotest 
section, Rg that of the section between condensers Cj 
and C2, R3 that of the section between condensers Cg 
and C3, and so on up to C„, where the last condenser is 
situated. R is the resistance of that section which con- 
tains the generator. Suppose, also, that there is no 
self-induction in any of the sections. 



c 



C/i C4 Ca Ca Ci 



Fig. 12. 



So far as the two remotest sections are concerned, 
the distribution of flow will follow that of the case 
already given, when the potential difference of the 
plates of the condenser C2 takes the place of the im- 
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pressed E.M.P. Suppose, therefore, E^ C (Fig. 13) to 
be the potential difference of the plates of condenser 
Ci, which for brevity we will call the E.M.F. of con- 
denser Cj. 

Set off the angle E^ CD^ in the direction of advance- 

C TT R R 
ment so that its tangent is equal to -j^jri — ^^54. Draw 

1 (Ki + Kg) 

E^Dj perpendicular to E'C, cutting CDj in Dj, and pro- 
duce CDi to Eg, so that CDi:DiE2::Ri:R,. Join EjEg. 
Then EgC is the impressed E.M.F., so far as the two 
remotest sections are concerned. Therefore, EgC is 

E E 
the E.M.F. of condenser Cg, and -^ is the current 

Kg 

in Rg. 

Now, set off the angle EgCD^ in the direction of ad- 

C ttR R« 

vancement such that its tangent is equal to ^^s — ^vih* 

i (rCg + XV3) 

and draw EgD, perpendicular to CE^. Produce CD, to 
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L, so that CDgiDgLrrRgiRs, and draw LP parallel to 
DgEg to cut CEg produced in F. 
Produce EjEj to H, so that EiEgiEgH :: Rg-.Rj. Join 
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PH, and draw HE3 parallel to and equal to FL.. Join. 
CE3, Eg Eg. Then, E3C is the E.M.F. of condenser C3, 

and -^-^ is the current in R3. 
K3 

These points are proved by the following^ considera- 
tions : — 

T F 
Firstly, -=r- is the effective charging current for the 
K3 

condenser C2, because =~ = tan FCL = =-^.^^ — ?^ hy 
r O 1 (Jtvj + K3). 

construction, and =-^z=—^ — ?. 

Therefore, by the formula given at the bottom of 

T F 
page 29, •^- is the effective current charging the con- 
K3 

denser C2, and LF being at right angles to GEg, is in» 

its right phase, 

E H 

But E3H is equal and parallel to LF ; therefore, -^- 

is the effective charging current for the condenser G^.. 

Secondly, one actual current affecting the- condenser 

E E 
C2 is -4— S which flows away from the condenser through 
Kg 

the section Eg* 

Considered as an accumulating current it is-.^-^; 

but E2H : E^Ej : : R3 : R2. Therefore, ??5 ^ E^a^ 

K3 Kg. 

F TT 
Thus -^ is one of the currents composing the effec- 

R3 

tive charging current-^. Therefore, -^ is the 
K3 K3 
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other component. That is to say, that BjE^ is the effec- 
tive E.M.F. in the circuit R3. 

This again being the resultant of the combined simul- 
taneous action upon the resistance R3 of the E.M. forces 
of the two condensers C2 and C3, and EgC being that 
of the condenser C2, it follows that EjjC is the E.M.F. 
of the condenser €3, 

It is clear that by extending the construction in the 
same way until we have taken all the sections into con- 
sideration, we shall ultimately arrive at one line, C E, 
which will represent the E.M.F. of the machine neces- 
sary to generate the currents indicated. 

It would be very hard to construct a figure from the 
final line C E ; but this process is unnecessary, because 
the actual value of the impressed E.M.F. would only 
affect the scale upon which the various lines should be 
measured, but not the angles or relative sizes of the 
lines in the diagram. A proper scale being therefore 
furnished from the final line to represent the value of 
the E.M.F. of the generator, it may be applied at once 
to the diagram to indicate — (1) the effective E.M.F. in 
each section as given by such lines as E3E2, E2E1, 
which, being divided by the resistance in the particular 
section, will give the current — (2) the difference of 
potential of the plates of the various condensers as 
given by CEg, CE3, etc. 

From the diagram it is clear that the general effect 
of condensers placed locally as bridges in a circuit is 
twofold. In the first place, when the sections of the 
circuit are considered in order, there is a continual 
delay in phase as we recede from the generator. In 
the second place, the current in the nearer sections is 
increased, and in the remoter sections diminished by the 
introduction of the condensers. 
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If in such a circuit there were a number of incandes- 
cent lamps in series, the effect of joining up with the 
condensers would be, that the lamps nearer the gene- 
rator would shine more brightly, and those most remote 
wculd become duller, while there might be some in the 
ir termediate sections which would indicate no change. 

These observations serve to indicate the nature and 
reason of the decay in an alternating current in a long 
cable possessing capacity, which will be dealt with more 
minutely later on. They also explain the error in esti- 
mating an electric current by dividing the electromo- 
tive force by the resistance, when that electromotive 
force is a rapidly variable one, and- there happens to be 
any great capacity for electricity involved in the system. 
It has been already indicated that a voltameter pos- 
sesses capacity, and there is strong reason to believe 
that the tissues of the human body possess consider- 
able capacity, probably in the same way as a voltameter 
possesses it. 

If two Geissler tubes are placed in series in the 
secondary circuit of a Ruhmkorff apparatus, and the 
pole of a condenser is connected with their point of 
junction, then either tube may have the intensity of its 
light increased by the junction of the other pole of the 
condenser with that electrode of the secondary coil to 
which the other tube is attached. That other tube 
suffers a diminution or extinction of its light at the 
same time. It is in what has been called the remote 
section. A precisely similar effect is the result of 
using the two hands as the poles of the condenser. Of 
course this experiment lies open to the suggestion that 
it is the conductivity of the body which, when inserted 
in the system in the above manner, would relieve the 
remote section, and throw more current through the 
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1 
near one, that produces the effect observed. But there j 

are other facts pointing to the conclusion, which can 1 

moreover be directly tested by suitable instruments, 
that the tissues of the body act as condensers of con- 
siderable capacity. / 



CHAPTER VI, 

COMBINATION OP CONDENSERS WITH SELF-INDUCTION. 

The cases already considered of a circuit bridged 
over at one or more pairs of points by condensers have 
not included the more complicated systems in which 
self-induction exists in any of the sections of the con- 
ductor. In practice a coefficient of self-induction would 
always exist in the section including the generator, and 
might be introduced into any of the other sections with 
the instruments inserted into them. It is therefore 
desirable to know what effect it would have upon the 
currents of the system. The general case may be 
represented by the following : — 



€ 



Cm 



L3 



L2 



Lf 



RS 



R2 



Ri 



:> 



Ca C2 

Fio. 14. 



Here Cj, C2, O3, . . . C„, represent the capacities 
of the condensers, beginning from the remote end of 
the circuit. 

Rj, R2, R3, . . . R«, R, the resistances of the 
sections. 

48 
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Lj, L,, Lg, , . . L^ L, the coefficients of self- 
induction of the sections, in the same order. 

G represents the generator of the harmonically vary- 
ing E.M.F. 

Let T be half the period as usual. 

To construct the proper diagram of electromotive 
forces, proceed as shown in Fig. 15, 

Take any line EC to represent the effective E.M.F. 
in the section Ri, 

Set off the angle CEQ in the direction of advance- 
ment, such that tan CEQ = -1^, and draw CQ per- 

pendicular to EC. 

Produce QE to M, so that, QE : EM :: Rj : R^. 



1 


:si- 


■:>-. 


\^ 


>-- '"--X 


/ 


\ 


Fig. 15. 





At Q set off the angle MQN in the direction of 

advancement, such that tan MQN = ^ ^ ^ and draw 

TRi+R/ 
MN at right angles to QM. 
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Draw MF at right angles to CB produced, and cut- 
ting it in F, thus making the two triangles, CEQ, FEM, 
similar. 

From F draw FO parallel and equal to MN, and in 
the same direction as that line. 

Join OB, and at B set off the angle OBP in the direc- 
tion of advancement, such that tan OBP = -^ ; draw 

OP perpendicular to BO, and join PQ. 

Then PQ is the B.M.F. of the condenser Cg, or if 
there be but one condenser, it will be the B.M.F. of the 
generator. 

BQ is the B.M.F. of the condenser Cj, 
OB is the effective B.M.F. in the section Eg, 
and BO, by hypothesis, that in the section E^. 

These points are proved as follows : — 

Since BO is the effective B.M.F. in Ei, which 
possesses a coefficient of self-induction L^, the impressed 
B.M.F, of this section must be such an B.M.F. as has 
its phase ancj magnitude determined as BQ has been 
obtained from BO, i.e., it must be the hypothenuse of a 
right-angled triangle having the effective B.M.F. for a 
base, and the angle between the base and hypothenuse 

such that its tangent is equal to jr^^, and this angle 

must be in the direction of advancement from the base. 
Hence BQ is the B.M.F. of the condenser Oj. 
Since QB : BM :: E^ : E^, and the angle MQNhas for 

its tangent, -4S=L=I, 
TEi + Eg 

and NM = QM . tan MQN, 

therefore NM = QM . P f^^' ^K 
JlHii + Eg 



Hence -^- is that current considered as one of the 
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Hence ^ = 0^^ . —t— . QM . = ?^\^ . QB, 

and NM is at right angles to QE j 

NM 
therefore -.=^ is the charging current of the condenser 

Cj, or NM is the E.M.F. which, acting through the 

resistance R^, would produce the charging current for 

OF 
that condenser ; and NM = OP. Hence -^^ is the 

FO 
charging current. But -.-- is the current in R^ dis- 

'R'O FF 
charging the condenser in that section, and ^5- = -d-- 

Ri R2 
EF 

R2 

OF 
two components of the charging current -.^-. 

OF 
Therefore -=5- is the other component, f,e,, OE is the 
R2 

effective E.M.F. in the section R^. 
But this section has a coefficient of self-induction L2, 

andtanOEP = 5^g^. 
IRa 

Therefore PE is the impressed E.M.F. necessary to 
produce the effective E.M.F. OE in this section. 

But the impressed E.M.F. in R2 is the resultant of the 
two E.M.F.s of the condensers Cj and Cp and EQ is 
the E.M.F. of the condenser Cj. 

Therefore, finally, PQ is the E.M.F. of the condenser 
C2, or, if there be but one condenser, C^, PQ is the 
E.M.F. of the generator. 

The extension of the diagram to give the E.M.F.s 
involved in the next section, R3, will be easily under- 
stood if the steps are merely indicated, as follows : — 
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QM':QP::R3 + ^2 : R2> 

tan M'QN' = ^g^^gRs ^ q^'N' = |, 

OF : EO :: RgiRs, 

F'O' is equal and parallel to M'N', 

O'K is equal and parallel to OP, 

tanKPF = ^, PKF = ^. 

IIC3 2 

Then FQ is the E.M.F. of the condenser O3, or, if 

there be but two condensers, of the generator, and KP 

xrp 

is the effective E.M.F. in R3, i.e., -^-^ is the current in 

K3 

the section R3. 

Again, from the two lines P'Q, KP, with a further 
knowledge merely of the resistance and coefficient of 
self-induction of the next section R4, we can deduce the 
current in that section and the E.M.F, of the generator 
or condenser C4, as the case may be. Thus a complete 
diagram may be made showing the phases and magni- 
tudes of every E.M.F. involved. 

On contemplating Fig. 15 there is one important 
point to be noticed, viz.^ that self-induction in the 
sections by no means necessarily diminishes the currents 
in them, but up to a certain point may be actually 
beneficial. This- cannot be the case when there is no 
capacity in circuit. Under such circumstances the self- 
induction must invariably diminish the current produced 
by a fixed electromotive force, but when condensers 
exist, it may happen that a smaller E.M.F. in the gene- 
rator will produce a given heating effect in the sections 
of the circuit by virtue of the self-induction in the 
sections, than would have been required had there been 
no self-induction. 
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In the diagram^ QO would have been the position of 
the line representing the E.M.F. of the condenser Cg 
had there been no self-induction in the section Eg- -^s 
there is a coeflScient of self-induction L, attaching to 
this section^ the line of E.M.F. of the condenser C2 
takes the position QP. Now OP is merely drawn at 

right angles to OE, and such that OP = OE ^^^^ It is 

lJ:v2 

clear, therefore, tkat when the angle QEO is less than 
180% a certain amount of self-induction will make QP 
smaller. This will be the case until QPO is a right 
angle, after which an increase in the coefficient of self- 
induction will necessitate a larger impressed E.M.F. to 
produce the given effect. 

Similarly if QPKis less than 180**, QF may be dimin- 
ished by increasing L^ up to the point when QFK is a 
right angle. 

When QP* is at a minimum, and therefore at right 
angles to KP', it is parallel to PK. In other words, the 
phase of the impressed E.M.F. coincides with that of 
the current in the generating section. And similarly, 
for every section the E.M.F. of the condenser C« would 
be a minimum when its phase corresponds to that of the 
current in R,^, a condition settled by the proper finite 
value being given to L,^. 

An important case is that in which a generator 
operates in a circuit which is only closed by a condenser. 
If the condenser is a leaky one, the resistance through 
the leak is that represented by R^, the remainder of the 
circuit is represented by Rg, for which there is a co- 
efficient of self-induction Lg. Here L^ is zero, and 
therefore in Fig. 15 the angle QEC will be zero, or Q 
will coincide with C, F with M, and with N, and th© 
diagram is reduced to Fig. 16. 
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When there is no self-induction, the impressed E.M.F. 
for given effective E.M.F.s in the two circuits is CO ; 




Fio. 16. 

but as L2 increases from zero the impressed B.M.P. 
necessarily becomes smaller, as CP, where tan PEO = 

=^. This goes on until P arrives at P, when the angle 

CP'O is a right angle, at which point the impressed 
E.M.F. is a minimum. The condition that this shall 
be the case is easily deduced from the geometry of the 
figure, and is expressed by the equation 

TT^C L« CRiH""-^ . • • . . {a) 



which shows it to be independent of R^, or the resistance 
. in the section including the generator. From the above 
the proper value for Lg may be deduced. It may, how- 
ever, be observed, that as long as L2 approaches the 
value indicated by this equation, all practical advantage 
will be gained, because, CPO being a right angle, a 
variation in the value of the angle OEP' will only affect 
the length of CP' infinitesimally. 

The proportion in which the presence of the bene- 

AL Co. -B 
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ficial coefiBcient of self-induction renders it possible to 
reduce the impressed E.M.F. is the relation which CP' 
bears to CO. This relation is expressed by the fraction 

Rj sin ^ g 4- R g 

-v/(Rr+^2)*^^^a + Rg* cos^ a 

where a is the angle OCB, f.e,, is the angle whose tat. 

gent is equal to 9l^^. 
TRj + xvj 

The case is still simpler where the condenser is not a 
leaky one. In this case Rj is infinite, and in Fig. 16 
the point E coincides with F, and the line OE is coinci- 
dent with the line OF, so that OP, which has to be at 
right angles to OE, becomes parallel to OF, the circum- 
stances being simply represented by Fig. 17. 




From this figure it is evident that when the self* 
induction coefficient is of the proper magnitude to allow 
the impressed E.M.F. to be a minimum, as represented 
by OF, then this E.M.F. will also be the value of the 
effective E.M.F. in the circuit, represented by OE. 



CONDENSERS WITH SELF-INDUCTION. 61 

The tangent of OCE is ^^S wWcli is the value of 

=^=J=, when Ri is made infinite, and the tangent of 

T . Rj + R2 

But when P moves to P' these angles become comple- 
mentary to each other ; that is, the tangent of one of 
them is equal to the inverse of the tangent of the other. 

Hence this condition is expressed by the equation 

~T L^' 

whence T = 7r -/CE (/S) 

R2 disappearing from the equation. 

This condition can also be deduced at once from the 
equation (a) by putting Ri = infinity. 

The result may be summed up in the following 
words : — When an alternating generator operates upon 
a circuit which is closed by a condenser without leakage, 
and which possesses a coefficient of self-induction, then 
there is a certain period of alternation which may be 
given to the generator, at which the condenser might 
be replaced by a junction introducing no additional 
resistance into the circuit, the coefficient of self-induc- 
tion being also removed, without disturbing the current. 
The condenser, in fact, in conjunction with the coeffi- 
cient of self-induction, will obliterate the effects of the 
breach of continuity in the conductivity caused by the 
infinite resistance of the condenser itself. Moreover, 
this state of things is quite independent of the resist- 
ance of the circuit itself, which will then simply regu- 
late the current in the same manner as with continuous 
uniform electromotive force. 



62 ALTEBNATINQ CURRENTS, 

It is to be observed that the advantage gained by 
establishing the critical relationship between the capa- 
city, the coeflScient of self-induction, the period, and the 
resistance in the remote section, when that is finite, is 
simply one of diminished potential. It is not one giving 
greater direct economy, becanse the power at work will 
be the same whether that relationship is established or 

OE 
not, since (Fig. 16) the power is equal to jr^j- x PC mul- 

tiplied by the cosine of the angle between EO and PC, 

OE P'C 

i.e.y the power is equal to — ^= — - even if P does 

not coincide with P. A similar remark may be made 
in other cases. 



CHAPTER VII. 

CONDENSER TRANSFORMER'^ 

It has been pointed out that the current in« a circuit is 
modified, by attaching two points to the plates of a 
condenser, in such a way that there will actually be 
different currents in the two sections of the- circuit. 
When there is no self-induction in the remote section of 
the circuit, the current in that section will always be less 
than that in the section containing the generator. But if 
there exists self-induction in the remote section, it may 
happen that the current in that section will be greater 
than the current in the section containing the generator. 
This effect will depend upon the capacity of the conden- 
ser, the coefficient of self-induction in the remote section, 
the resistance of the remote section, and the period. 
When these matters are related to each other in a 
proper way, we shall get a larger current through the 
remote section than through the generator, and the 
arrangement forms a veritable Transformer, which may 
be called a Condenser Transformer. 

To examine the case, let us express one of the currents 
in terms of the other by the help of Fig. 15, dealing 
only with one condenser. Remembering that EC, OB, 
are the effective electro-motive forces in the two sections, 
the remote and the near respectively, and that R^, R2 

arc the resistances in those two sections, we must try to 

53 
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obtain the relation between ^^- and-^rj-, which currents 

may be called I, and I^ respectively. 

For brevity call the angle OEQ, /8, and the angle 
MQN, 7. 

So that tan /3=^ 

and tan y — ^ — - \ 



Fio. IS. 

In the first place OF = MN=QM tan y 

= ^1+3. QE. tan 7 

Ri cos /3 ^ 
Secondly, rE = 5!£5? 

Also OE^ = OF* + rE« - 20F.FE sin /3. 

In this last equation substitute for OF and FE as 
found immediately above, thus : — 
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EC* tan /3. tan 7. 

Divide through by Eg* and substitute Ig for -^ and 

K, 

Clearing this expression of /8 and 7, we have for the 
relation between the squares of the currents. 

This is the equation from which to draw conclusions 
as to the relative magnitude of the two currents. The 
following are among the most important. 

(1) If there is no condenser the two currents are 

equal. Mathematically if C = o then -f—^- 

(2) If there is no self-induction in the remote section 
a condenser will always cause the current in the genera- 
ting section to be larger than in the remote section. If 

Li = o,then^^^l. 

(These two conclusions have been already established 
above.) 

Writing the above equation somewhat differently, 

@-=l.?|J(CE,(l.(V_)')-.L,} 

we see further : — 

(3) The relative value of the two terms 

CR^(l + {^J*)and2L, 
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settles whether I^ is greater than I^. If the former is 
greater than the latter, then I^ is greater than Ip the 
current in the generating section greater than in the 
remote section, and vice versa. 

(4) The currents are equal when there is an equality 
between these two terms, i.e., when 

C 2L. 



""'H^y) 



(5) If we suppose that Li,T,R, are invariable, and 
consider as varying from zero upwards, I^ is at first 
less than Ij, though when C is zero l2 = Ii. 

When C reaches the value ^ 



""'HW) 



there is again equality between Ig and Ij. Hence there 
must be some intermediate value of C which will make 

-* a minimum. The particular minimum value of =1 
li Ii 

occurs when C = — 7 — Xr ; which is half the value 

which would bring I^ and Ij into equality. 

(6) In the case of =? being a minimum, which may 
Ii 
be described as the case of maximum transformation 

upwards, i.e., from small to large current, the ratio ( =^ j 
will have the value 

Thus the greater the coefficient of self-induction and 
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the less the resistance and the period, the greater will 
be our power to transform upwards by this means. 

To give some idea of the magnitudes which might be 
involved, suppose a case where the period is the xiiyth 
part of a second, the coefficient of self-induction '04, and 
the resistance of the circuit beyond the condenser 14*5 
ohms. Then a condenser of slightly tinder 48 micro- 
farads capacity would cause the current in the remote 
section to be double that in the generator's section. 
Shortly after the publication of the first edition of this 
work, the Author successfully attempted upward trans* 
formation on the plan here indicated. The fact was 
communicated to a meeting of the Dynamic Society at 
the time. 



CHAPTER YIII. 

DISTRIBUTED CONDENSER. 

TfiE problem of the evenly distributed condenser differs 
somewhat from the foregoing cases of condensers situ- 
ated sCt points of a circuity in that the current in tho 
conductor at difEerent points is neither the same at two 
consecutive points, nor in the same phase. Each ele- 
ment of the conductor has its potential continually 
changing by the excess or defect of the flux of elec- 
tricity from and to the point considered. Thus the 
phase of the potential, the phase of the current, the 
maximum values of both potential and current, will vary 
according to the point of the conductor considered. 
Mathematical analysis will serve, therefore, rather 
better than geometrical demonstration. 

The differential equations which express the con- 
dition of flow at a point are easily obtained. 
Let E be the potential at a point P, 

E + £ E be the potential at a point Q, at distance S x 
from P, 

p be the resistance of unit length of the con- 

ductor, 

be the capacity of unit length of the con- 

ductor, 
.1 be the current at P, 

1 + SI be the current at Q, 

Bt be an element of time, and S a of length* 
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Then phx is the resistance between P and Q ; therefore 

—^ = — 1> the current being positive in the direction of 
pox 

the increase of x. Therefore, -7—= —pi. . . (a) 

(aX 

The difference between the current at Q and P has 
during the time hi diminished the potential of the 
element PQ. Since S E is the decrease of potential and 
CSa: is the capacity of the element, the quantity of 
electricity which has left the element PQ is — C S a; . S E, 
and must be equal to the balance of the electricity 
leaving and the electricity entering the element during 
the small interval S t. 

:. SI. U^^Chx . 8E. 
Therefore, ultimately 



dl_ pdE fr.. 



By differentiating (a) 



dx» ^ dx 



and combining this with (/3) 






Then these equations must be true in the complete 
solution of any particular case. 

In the case of an infinitely long„conductor, if subject 
to an impressed alternating E.M.F. € whose period is 
3T, the time being measured from its zero phase when 
its value is increasing (or from the epoch of its ascend- 
ing node), the solution is 
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i(S> 



Her© X is the distance from the point at which the 
alternating potential has its maximum value 6. 

The proof of these formulsB rests upon their satisfying 
the equations (a), (/8), (7), and the condition that when 
a = 0, the maximum value of the potential is e. 

Among points worthy of notice in these formulas, are 

(1) that at any point whatsoever the phase of the current 

precedes the phase of the potential by the same interval 

of time, viz., i of the whole period of revolution, ex- 

T 
pressed by — . 
4 

(2) Since the phase of either potential value or 
current is continually postponed in proportion to x, we 
have a series of points equidistantly situated along the 
line which are in the same phase of their alternation. 

This distance is equal to 

which may be called the wave length of the undulatioii. 
The series of points bisecting this first series are ir 
an opposite phase. 

(3) Although the total resistance of an infinitely 
long conductor is infinite, still there may be a con- 
siderable flow of electricity at any point, if there be 
capacity distributed along the conductor. 

The efiect of the current on the dynamometer at any 
point, X, will be such that if Ij is the direct current 
giving the same reading on the same instrument 
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The reading of the dynamometer will be— 

Ctt ''^ 

or, when aj = 0, e'^ryr^, which is equal to - 

Zip i 



'(^) 



By the reading of the dynamometer is meant the 
angle of the index on a uniform graduation in which 
the unit angle is that indicated when a direct uniform 
unit current is passing through the instrument, the 
coils being in series. Under these circumstances, when 
an harmonic current is passing through the instru- 
ment, of maximum value I, then the reading will be 
P 
2* 

A uniform current, I, would of course produce a read- 
ing P. 

In what follows, therefore, the dynamometer reading 
may be taken to mean the value of half the square of 
the maximum value of an harmonic current. 

The equations (8) give the values of the potential and 
the current at any point of the conductor and at any 
time. They indicate that these quantities vary har- 
monically, and the factors which are outside the periodic 
function of the time give the maximum values of the 
quantities. 

If we were to divide the maximum value of the 
potential by the maximum value of the current, we 
should of course get something of JjhjX^flriflgjjfj'rnint 

'^^ Off TfiS^^i^ 
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ance^ which might in a certain sense be called the 
equivalent resistance. Performing this operation, the 
resistance will be found to be in every case /Tp 

Call this quantity B ; it will be wanted in comparison 
later on. 

Since, however, the phase of the E.M.P. lags behind 
that of the current by Jth of the period, it would be 
instructive to make the case parallel to one in which a 
generator of E.M.F. equal to that at any point con- 
sidered plays into a circuit of resistance r, closed by a 
perfectly non-leaking condenser of capacity K, and 
endeavour to find what values must be given to r and 
K, so that the current may be the one at the point con- 
sidered in phase and magnitude. Then r and K may 
be more properly called the equivalent resistance and 
the equivalent capacity of the infinitely long circuit. 

The necessary values are found thus : — 

Since the current precedes the E.M.P. by one-eighth 
of the period, the gooraetrical diagram of the E.M.P.s 
concerned will be a right-angled triangle, having each of 

the smaller angles equal to -. 

Hence ^= tan ^ = 1, ;. K= ^. 

Again, the efi'ective E.M.P. bears to the impressed 
E.M.P. the relation of 1 : -/2, as gathered from the 
diagram; and the effective E.M.P. divided by the resist- 
ance is equal to the current. 

Calling a the impressed E.M.P., i.e., the maximum 
value of E, 
/3 the effective E.M.P., 
7 the current, i.e., the maximum value of I, 



(€) 
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for the sake of putting the above statements in alge- 
braical form, we have, 

)8 1 B 

„ Sal maximum value of E 

Hence r = - = — :^- = — -. -. t-j • 

7 '/2.7 '/2 maximum value of i 

•• _ ^2^Ctr 

and K=Tvl^^^^^2CT 

Thus the equivalent resistance varies as tne square 

root of the specific resistance, and inversely as the 

square root of the specific capacity. The equivalent 

capacity varies as the square root of the specific 

capacity and inversely as the square root of the 

specific resistance. Both quantities vary as the square 

T 
root of the period. Their product is equal to — , de- 

pending merely on the period. 

We have now to consider the cases where the con- 
ductor is not infinitely long, but has a length I. 

The two important cases are — 

(1) When the distant end is put to earth, and is kept, 
therefore, at zero potential. 

(2) When the distant end is perfectly insulated, and, 
therefore, is subject to zero current at any instant of 
time. 

These cases are in reality very similar to each other. 

Suppose, as before, that the conductor is infinitely 
long, and that at a point 2 I distant from the zero point 
the source of another alternating B.M.F. is inserted, 
whose maximum value and period are € and 2 T respec- 
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tively^ as in the primary case^ bat whose phase is exactly 
opposite to the E.M.F. at the zero point. It is clear^ 
then^ that the point I from the origin^ since it is equi- 
distant from both sources^ has its potential raised as 
much by one alternation as depressed by the other, and 
the potential will remain, therefore, at zero. The point 
may be put to earth. For the potential and current at 
any point between and I we have merely to add the 
effects of the two alternations. We have already ex- 
pressions for the primary source. Calling those due to 
the secondary source reflected potentials and currents, 
we have as follows : — 

The reflected potential at any point and time will be 

and the rejected current, positive towards the origin of x 

/rr- - \/e^ . {2i-«) 
eV,§J.« ^ 2T ' 

si4{e-V#2i-)-^|+T| 

Combining the original effect and the reflected effect, 
and writing for brevity V ^r^^ = a, we have for the 
potential at any time and place-^ 

E = ee-««'[l + e-*«(^-«')-2e-2«(^-«')cos2a(i-a;|i 

e-2«(^-*)sin2aa-x) 
where tan y = ^—f- r ^ '— , 

l_^-'^o,i.t-i^)coa2a{l-x) 
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whicli shows that the phase of the potential is advanced 
by the finite conductor being put to earth, compared 
with the phase at the corresponding point of an infinite 
conductor. 

The current at any point of time or place I is given 

by 

— 2a il — x) -0/7 \ 
, . e ^ 'sm 2a il — x) 
where tan z = ^ — jj r ^^ ^ — > 

l+e?"^^^^"^^ cos 2a [l-x) 
which shows that the phase of the current is delayed 
by the finite conductor being put to earth, compared 
with the phase at the corresponding point of an infinite 
conductor. We cannot, however, say that the current 
and E.M.F. at any point differ in phase always by the 
same amount. The amount varies at dififerent points. 

These formulas enable a comparison to be made of 
the squares of the currents, as indicated by a dynamo- 
meter, at different points of a line. The dynamometer 

readings will be as before ^ ^ -, that is to say, 

cos 2al — x\ 

This, when aj = 0, is equal to 

oCtt / 1 . — 4aZ , rt — 2aZ ^^^ c%„i\ 
9'r~ • I 1 + ^ +2.0 cos Zal I 

and, when aj = Z, it has for valuo 
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The relation of the former to the latter is therefor© 
l+a"^^^ + 2e"^^^cos2a/ 

= i(e^'^' + e"^''' + 2co8 2aZ} . . . (e) 
Which is equal to the series 

1 (2aO*_^(2«Z)% 

and, therefore, always more than unity, however small 
Z may be. Hence the dynamometer reading is a mini- 
mum at ;e = Z. 

This case corresponds to that of an alternating cur- 
rent machine in connection with a uniform cable pos- 
sessing capacity. The point x = l corresponds to a point 
of the cable half way between the terminals of the 
machine, at which point the potential is zero always, 
and € corresponds to half the E.M.F. of the machine. 

The comparative reading of the dynamometer at any 
point distant Z from the central point in either direction 
will be 

/4 /» 

It is clear, therefore, that three readings of the 
dynamometer at points at measured distances apart 
from one another will suffice to determine the value of 

a, and a= V p^m » therefore, if />, the rate of resist- 
A JL 

ance, and 2T, the periodic time, are known, C, the 

capacity of a unit of length of the conductor, can be 

accurately determined. 
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If we employ the symbols of hyperbolic trigonometry 
the expression (e) may be written 

cosh 2al + cos 2al 
2 ' 

that is to say, the relation between the dynamometer 
readings at any point distant I from the central point 
or point of no potential, and at that, central point is 
expressed by the mean of the hyperbolic and circular 
cosines, a result given before the Society of Telegraph- 
Engineers and Electricians by the Author. 

If there had been an ordinary conductor possessing 
no electrical capacity, but of such a resistance, B, that 
an alternating E.M.F. corresponding to the potential 
existing in the condenser cable at a point, viz. : — 

e.e-'"'(l + «-4«('-'")-2e-2«('-»')cos2a(Z-x)}i 

would produce the same effect on the dynamometer aa 
is observed, then 

We deduce 

,_TpC l + e~^"^^"''^-2a-^^(^-"')cos2a(Z-ai) l 
C-|j^,-4a(/-.)^2^-2a(Z-.) ^^ 2a l^) 

When as = 0, 

^^JIp. C l + «"^''^-2e-^^^03 2a; l^ 
^C^.|l^^-4af^2a-2«'co3 2aJ 
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112 al=0, for brevity 

( 0» 0» 510 



B 






/2 76 /lO"^ • 






When 5 = the term in the bracket is equal to zero, 
when 0= 00 it is equal to unity. 

Hence B increases from zero io\/ ^y as I increases 

from zero to infinity. 

Thus it will be seen how little the virtual resistance, 
as far as the dynamometer at the generating station is 
concerned, is increased by increasing the length of the 
cable. In fact, the virtual resistance tends to a limit- 
ing value V ni^- 



The case of the open circuit differs from the last in 
that the source which produces the reflected current 
and potential is in the same phase as the primary 
source, so that the currents at the middle point neu- 
tralize each other. As in such a case no current passes 
across the middle point, the variation of the potentials 
along the line is entirely due to the propagation of 
electricity at the primary source ; the conductor may be 
cut at the middle point and the end treated as free 
and perfectly insulated, a point of no current, as in the 
former case it was a point of no variation in potential. 

The reflected potential will be 

and the reflected current, positive towards origin of «, 
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- V^(2^-^) 



.-a - sinJ(.-V^^(2^-)+l} 



'Oir V 2T 

Combining the primary and secondary efEects, and 

writing as before /y ^_5 = a, we have for potential at 
any time and place 

B = e«-'^{l + e-^«(^-«') + 2e-2<«-«')cos2a(Z-aj)}* 

where tan y = ^^_"^"^ Bin 2a(Z-x) ^ 

which shows that the phase of the potential is postponed 
by the finite insulated conductor, compared with the 
phase at the corresponding point of an infinite con- 
ductor. 

The current at any place and point of time is given 
by 

2e-2«(^-«') cos 2a(Z-a>)}*sm(^'-aa; + J + z), 

where t.n . = il!±;llilMzM^ 

which shows that the phase of the current is advanced 
by the finite insulated conductor, compared with the 
phase at the corresponding point of an infinite con- 
ductor. But in this case also the diflference of the 
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phases of E.M.F. and current differs at different points 
of the circuit. 

The dynamometer reading for any point will be 

If we write T^x = d, and therefore x^l — d, we have 
for the dynamometer readings at distance d from the 
free end 

2T p L ) 

2 T p t J 



oCtt -2aZ 



{ 



2ad . — 2a(i o o j) 

e +6 — 2cos2ad^ 



2Tp 
Which may be written 

c^^^a^^^^^jcosh 2ad-.cos2aczl 

As in the former case, the virtual resistance B may 
be found by dividing the maximum value of B by the 
maximum value of I ; whence, 

B /To [ l-f ."^^(^-^)-f 2.-^^(^--^)cos2a(Z^a^) ] . 
II Vj^i_ -4«f^-)-2.-2<^-^)cos2a(Z-a.)r 



In this expression put aj = and (for brevity) 2al = d. 
Then B becomes 









i 
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If 6 = 0, i,e,, when the length of the conductor I 
^anishes^ the expression in the bracket is infinite. But 
f ^ is infinite, i.e., when the length of the conductor 
is infinite, the expression in the bracket becomes equal 

to unity. Thus B diminishes from infinity to /^tt^ 

as I increases from zero to infinity. Thus, in every case, 

'Y -^ is the virtual resistance of an infinitely long 

cable, whether put to the earth or not. 

The expressions for B may be made extremely simple 
by using the symbols of hyperbolic trigonometry. In 
the case of the conductor put to earth at distance I 
from the point of observation, we have 

•Q _. A /T /J ( cosh 2 gj — cos 2a l\ii 
C7r|cosh. 2aZ + cos2aZj 

and in the case of the conductor having a free end at 
distance I from the point of observation. 



B ^ A/TpJ cosh. 2 aZ + co8 2aZ | 
C7r(cosh.2aZ-cos2aZj 



CHAPTER IX. 

DISTRIBUTED C0NDBN8BE {continued) — TELEPHONY. 

Bt tte help of the formulas which have been given, 
especially of those connected with the case in which 
the cable is put to earth, we can deal with some im- 
portant questions in long distance telephony. The 
falling off in current corresponds to the failing in 
intensity of tone produced. The fact that this falling 
away in current depends upon the period, being greater 
as the period is smaller, will explain the alteration in 
character of a composite tone, those components which 
have a higher pitch suffering more decay than lower 
notes. 

Table A, in the Appendix, will facilitate the calcula- 
tion of such effects. As an example of the use of the 
table, suppose the following problem : — 

A cable possessing '2 microfarad of capacity per kilo- 
metre, and a resistance of 2\ ohms per kilometre, is 
40 kilometres long. What will be the relation of the 
current at the sending end to that at the receiving end 
for a tone whose period is s^-^ of a second ? 

Adopting quadrant units, we find that since the cable 
has '2 microfarad per kilometre, it has '002 farad in 
one quadrant ; therefore, C = '002. 

Since the cable possesses 2*5 ohms in one kilometre, 
it has 25,000 ohms in one quadrant ; hence p = 25,000. 
The period is ^ of a second ; hence 2 T = ^ J^. 

78 
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Since the length of the cable is 40 kilometres, / = '004 

of a quadrant; hence a, which is equal to ^J p-^y has 

for value v/25,000 x -002 x tt x 500 ; or a = 280-25, and 
2 a Z = 2*24, which is the number corresponding to in 
the table. 

Looking, therefore, horizontally between the lines 
headed 2*2 and 2*3 and in the column headed 

, we shall be able to deduce the number 

2 

2*06 by interpolation. This number is the relation of 

the square of the current at the sending place to the 

square of the current at the receiving place. The 

relation of the currents themselves will be the square 

root of this number, i.e., about -Hi. 

Now, suppose we investigate what takes place with 

the note one octave lower than that already considered. 

In this case, 2T = ^r-Tr, and a will be found to be 198*17, 

and 2 al will be 1*59, the number corresponding to in 
the table. 

The value of -2^5 o~~^> ^^^ ^^^ value of 0, will 

be found from the table to be 1*265, and the square 
root of this is 1*125, so that for this note the telephone 
current is reduced in the ratio of 112 : 100. For higher 
notes, the falling off of the currents would increase 
very rapidly. At the octave above the first note con- 
sidered, the current would be reduced more than in the 
ratio 300: 100. 

Now the notes considered come well within the range 
of human tones in speech. The fundamental tones of the 
voice are, moreover, richly accompanied by harmonics 
of a high order, by means of which, however uncon- 



74 ALTERNATING CUBRENTS. 

sciously, we interpret under ordinary circumstances the 
sounds received upon the ear. All such harmonics 
would suffer very materially in the course of the trans- 
mission. 

Thus, at the end of a cable of any considerable 
length and capacity the various tones of the voice 
would be received in a state of degradation depending 
upon their pitch. If this were not the case, if all the 
tones were reduced in strength in the same proportion, 
a relay might be employed to restore the various cur- 
rents to their original intensity, or to one in which 
the ear would readily appreciate the meaning of the 
tone. But the ear has not the synthetic power of re- 
constructing a composite tone from the wreck of 
variously degraded components. In this consideration 
reside the limits of telephony. And until it is more 
clearly understood than it seems to be at present, people 
will fail to understand the exquisite nonsense to which 
they are often now content to listen about the possi- 
bilities of being able to catch the minutest modulations 
of voice of a trans-oceanic prima donna, and so on. It 
would be more to the purpose to endeavour to keep 
2 al small. Lord Rayleigh at Montreal looked to alter- 
nating currents "to educate so-called practical elec- 
tricians whose ideas do not easily rise above ohms and 
volts.^' It is to be hoped that this anticipation will be 
realized, for unfortunately the imputation conveyed is 
too well deserved. In a book specially published by 
the Institution of Civil Engineers in 1884, upon the 
practical Applications of Electricity, there is a paper 
by Sir Frederick Bramwell on Telephones, in which the 
following sentence occurs : — 

" You all know that if an iron plate ... be caused 
to approach towards or recede from a permanent mag- 
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net, that magnet being surrounded by a coil of insulated 
wire, there will be set up in the coil of wire electric 
currents, which will vary in direction according as to 
whether the plate is approaching the magnet or is 
receding from it/^ 

In this sentence it is clearly assumed that the in- 
duction, whose phase accompanies the phase of the 
plate's motion, is also accompanied in phase by the 
current. The mistake is made, that induction is of the 
nature of current, instead of electromotive force. The 
induction produced by the plate's motion is the im- 
pressed electromotive force, but there may arise elec- 
tromotive forces of self-induction, and those due to 
capacity in the conductor, which would cause the 
current to have a phase differing from that of the 
plate's motion, and to suffer at the same time a diminu- 
tion in strength, both effects depending upon the pitch 
of the note producing the vibrations of the plate. 

These are the effects which will ultimately give a 
limit to telephony. But farther on in the same paper 
we read, " As many persons have asked. What is the 
limit of possibility ? I would say, that I should think it 
depends practically on the excellence of the insulation 
and the avoidance of induced currents.^' 

Now, if by induced currents is meant currents pro- 
duced by accidental induction from outside, it seems 
likely that such currents would not so materially affect 
the interpretation of the sound as would the degrada- 
tion of the currents which it is desired should be trans- 
mitted. For the ear, which is ultimately the organ 
to interpret, is every day practising the art of dis- 
criminating between two or more contemporaneous and 
superimposed sounds. The ear is, in fact, an excellent 
analyser, but for the process of recomposition necessary 



^^2 Ctt^ -2aZ 



76 ALTERNATING CURRENTS, 

before a degraded composite tone can be truly inter- 
preted something more than power of analysis is neces- 
sary^ and this the ordinary ear does not possess. 

To return to investigation. The dynamometer read- 
ing at distance X from the generator in a cable put to 
earth at the distant end is 

+ 2 cos 2a (i — «) I 
,., e "" ^ < cosh 2a (Z-«) +cos2a(Z-ic) I 

= €'-7fr— « "" ] cosh 2ad + cos 2ad i ; where d is the 

distance from the remote end, and for a cable whose 
end is insulated, it is 

€'7=^6 " ^ S cosh 2ad — cos 2adL 

rpu^ 1 *• • cosh 2ad + cos 2<id 

Ihe relation is — , ^ ., .r— r. 

cosh 2aa — cos 2aa 

Now, a reference to the second and third columns of 
the table shows that the numerator of this fraction does 
not always exceed the denominator. At certain values 
of 2acZ, those in fact for which cos 2ad is equal to zero, 
and which recur periodically, the numerator is equal 
to the denominator, and the excess changes sides. The 
first of such cases occurs between ^ = 1'5 and ^ = 1*6, 

i.e., when ^=_=1*57. 

If, therefore, the length and structure of the cable 
and the period of alternation are such that 2aZ is greater 
than 1*57, there will actually be regions of the cable 
at which, as far as the intensity of the currents received 
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is concerned, it would be better if the circuit were an 
open one than that the distant end should be put to 
earth ; and as we increase the length of the cable this 
state of things alternates with the other at fixed dis- 
tances from the far end in the following way : — 

Deduce a distance X such that 2aX = ^; 

whence x=- = -V^> 

and set off from the far end distances corresponding to 
X, 3 X, 5 X, etc. 

Then in the region within X of the far end the current 
will be greater when the end is put to earth. In the 
region, length 2 X, between 3 X and X from the far end, 
the current will be greater when the end is insulated. 
In the next region of length 2 X, it is best to put the 
far end to earth. And so on alternately for every 
length of 2 X. At the points where these alternating 
regions join, there will be the same current under both 
circumstances. 

This distance 2 X i'5 one quarter of the wave length 
of the undulation in the infinite conductor {vide p. 60) . 

For the cable and noto given in the example, the 
length X is 28 kilometres. 



CHAPTER X. 

THE TRANSMISSION OF POWER. 

The problem of the transmission of power by means of 
hannonic currents admits of being readily treated by 
the geometrical method, in the same fashion as local 
condensers and induction problems, and, moreover, 
some interesting particulars are rendered so plain by 
the use of geometry as almost to be self-evident. 

To give a preliminary notion of the possibility of 
such an action, imagine an ordinary galvanometer sub- 
jected to alternating currents. The impulses on the 
needle considered as fixed would be as often and as 
strongly in one direction as in the other. But suppose 
that after an impulse in one direction the second and 
contrary impulse is not given until the needle has passed 
over the dead point position, which will be at right angles 
to the coils. In this case the second impulse will only 
add to the speed of the needle's rotation. Postpone 
the third impulse similarly until the second dead point 
has been passed, and again there will be positive 
acceleration. This elementary form of the problem 
enables the possibility of the motion to be conceived. 
But it does more than this, it shows that the direction 
of motion of the receiving machine is indeterminate. 
The impulse must always tend to give the needle one 
direction of rotation ; but the direction simply depends 
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upon which side of the dead point the needle may- 
happen to be. Electric transmission of powers admits, 
therefore, of the following classification : — 

A magneto machine giving a direct current and 
employed as a driver gives a current varying with its 
direction. 

A similar magneto machine used as a follower takes 
a direction varying with that of the current. 

A dynamo electric machine giving a direct current 
and used as a driver gives a current whose direction is 
indeterminate. 

A dynamo electric machine used as a follower takes 
a direction determinate and independent of that of the 
current. 

An alternating machine, whether used as a driver or 
a follower, may run in either direction indifferently. 
The period of the follower coincides with that of the 
driver. 

To treat the question more generally and exactly, it 
must be remembered that in a simple circuit, possess- 
ing no capacity, and subject to sources of alternating 
electromotive force of the same period, we may combine 
all the electromotive forces into one having that period. 
Thus if AB, BO, CD, DE, EF, are a number of lines 
representing in magnitude and phase the various electro- 
motive forces, and AF be joined, then AF is the single 
electromotive force which will produce the effects ob- 
served. If there exist self-induction or mutual induction 
the diagram can be completed in the manner already 
indicated in earlier articles, using AF as the single 
impressed E.M.F. We shall thus obtain a line repre- 
senting the effective B.M.F., which will be in the same 
phase as the current. Dividing this by the resistance 
we can compute the current ; and if we multiply the 
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result by the projection upon this line of the line re- 
presenting any of the individual component electro- 
motive forces, and divide by 2, we shall obtain a measure 
of the power at work in the particular corresponding 
source. Now the projection of any individual line will 
be positive if the angle between it and the line of 
effective E.M.F. be less than a right angle, and negative 
if this angle be greater than a right angle. 

In the former case the power is positive, and the 
source doQS work. 

In the second case the power is negative, and the 
source has work done upon it. 

Thus, in Fig. 18, let AB, BC, CD be the electromotive 
forces of three sources, laid down in their respective 
phases. Then AD is the resultant E.M.F. 

The angle EDA has its tangent equal to =^, 

where L is the coeflScient of self-induction of the 
circuit, 

R is the resistance, 
and T is the half period of the undulation. 

AE is at right angles to DE. 

From C and B, CO', BB' are drawn perpendicular 

to ED. 

ED 
The power exerted by source of AB is therefore -—- .EB' ; 

FD 

similarly the power exerted by source of CD is -^r= . CD. 

But the power of the source of BC is seen in the 

diagram to be negative. Hence this source has work 

FD 
done upon it with a power equal to -^^. C'B'. 

Such a source would constitute what is called a 
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motor ; i.e., it may be loaded in tlie mechanical sense 
of the word, and made to do work. 




It will be seen that had the coefficient of self-induction 
been small, and B nearly coincided with A, the pro- 
jection of BC upon ED would have been positive, and 
the source of BC would not have been a recipient source, 
but would have had to do part of the work of heating 
the circuit. 

Having settled these preliminary ideas, let us suppose 
a case where the sources are two in number, repre- 
sented in magnitude and phase by AB, BO (Pig. 19), 
of which BO is the smaller. 

Upon AB as diameter describe a circle, and join AO 
and produce it to cut the circle in D. 

From OA in the direction of retardation set off the 

angle OAF, having a tangent equal to p=^=^, the line AF 

cutting the circle in F. 

L, T, and R, have the usual significations. 
Draw OE perpendicular to AF. 
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Join BD, BP, which lines will be at right angles to 
AD, AP, respectively 




Fio. 19. 



Then, calling for brevity the source of AB the source 
A, and the source of BC the source C, we have — 

AB.AP 



The power exerted by Source A=' 



2B 



The power doing work on Source C= — ^ — 

Thus work will be done upon so long as E lies 
within the semicircle AFB, upon which P always lies. 
But if the coeflScient of self-induction is sufficiently 
increased, the angle DAP will open out, and P will move 
along the circle towards A until PCB are in one straight 
line. This condition obtains when L is large enough 
to satisfy the equation, 

where 6 is the angle ABO, and AB = e, BC =/. 

If BC is so great that the point C approaches the 
circumference, C will for that reason alone cease to be 
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a recipient source, for the projection of BO upon the 
line of effective E.M.F. will either vanish, if the co- 
eflScient of self-induction is evanescent, or be positive 
if this latter has a finite value, in which case the source 
C does work. 

But suppose that matters are represented actually 
by Fig. 19, in which the source C is, suppose, loaded 

FE EA 

to the extent represented by — ^f^— . There will be a 

condition of equilibrium, but it is necessary to show 
that such a position will represent stable equilibrium ; 
that is to say, it is necessary for steady motion that, 
if the angle of phase difference CBA be slightly varied, 
there shall be a restitution of the exact position and 
not an augmentation of the displacement. 

For the consideration of this point we may suppose 
the phase difference to bQ the only variable element, 
the two electromotive forces and the coeflScient of 
self-induction remaining constant. 

With a variation of the angle ABC, C evidently de- 
scribes a circle round B as centre. Now AE always 
bears the same relation to AC, viz., the cosine of the 
angle EAC, which remains always the same, since the 
coefficient of self-induction does so. Therefore, what- 
ever curve C describes round A, E will describe an 
exactly similar one on a scale diminished as the cosine 
of the angle EAC. 

The curve which E describes will therefore be a circle 
whose radius is equal to CB cos EAC. 

The two circles described by C and E will not, how- 
ever, be similarly situated with regard to AB, but since 
EA makes a constant angle with CA, the circle described 
by E will be displaced in the direction of retardation 
by the amount of the angle EAC, at the same time 
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that it is diminislied^ and drawn nearer to A in the 
proportion of the cosine of this angle. 

We thus arrive at the following construction, which 
to avoid confusion of lines we employ in a new figure, 
viz.. Fig. 20. AB is the electromotive force e of the 
driving machine. BM is cut off from AB, so that BM 




Fig. 20. 



represents the electromotive force / of the follower in 
magnitude only. MCK is a circle described with BM 
as radius. BDK is a circle described on AB as di- 
ameter. BAD is the angle whose tangent is equal to 

— , and is set off from BA in the direction of retarda- 
TR 
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tion. MN is a perpendicular upon AD, so that DN = 
BM cos DAB ; SNEQ is a circle described with centre D 
and radius DN, cutting the circle BDK in Q, and R and 
MB in S. Then, since AN : AM :: ND : MB :: cosine 

DAB : 1, and tan BAD = ^|^— , from the foregoing con- 

siderations the circle SNEQ is the circle described by 
the point B of Fig. 19. 

Now, let BO be some particular position of the 
E.M.F. of the follower, and B the corresponding point 
upon the circle whose centre is D. 

AB produced cuts the circle BDA in F. 

Then the following proportion holds good. 

The power exerted by A : power transmitted to C : 
power expended in circuit :: AF : FE : EA. 

Now, suppose a displacement of BO to take place 
which diminishes the angle ABO — i.e., is displaced 
towards M, then evidently E is displaced also towards 
Sj but F is displaced from Q, and therefore AF and 
FE both become larger. 

But AF is proportional to the power exerted by the 
driver; therefore a greater load is thrown upon the 
prime mover, and AB will be displaced in the direction 
of retardation ; i.e., the angle OB A will tend to open 
out again for this reason. 

But, further, the power transmitted to is pro- 
portional to FE, and this is increased. The load on C 
being fixed, and the power being now more than is 
necessary, the source C will race. Hence, for this 
reason also, the angle ABO will open out, and regain 
its original size. 

NoWj suppose that is displaced in the direction 
away from M, which would be the same thing as sup- 
posing a retardation of the driver. 
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In this case AF and FE would both become smaller. 
Therefore, the prime mover would race, and so AB 
would advance to close the angle ABC. The source G 
would have its power cut off, and the load remainiug 
the same, BC would be retarded, and again the angle 
CBA diminished. 

Hence such a position would be one of stable 
equilibrium of the motion. 

As with a magnetic needle in a field of force, there 
are two positions of equilibrium — one stable, the other 
unstable ; but these points are not (as in the case of the 
magnetic needle) exactly opposite to one another. On 
the contrary, the two positions tend to approach each 
other as the electromotive forces tend to equality, and 
the angle between their positions is the angle through 
which the follower may be retarded without perma- 
nently upsetting the stability of the motion ; but if the 
displacement exceed this amount, the follower would 
tend to fall back more and more, and would ultimately 
come to rest. 

There are two positions for E in which no power is 
transmitted, viz., those which correspond to the points 
where the two circles SNEQ, BDQA, cut one another, 
Q and R. If B lies in the section QSR, power is trans- 
mitted to the source 0; but if E lie on the other 
portion of the circle it describes, power is exerted by 
the source 0. 

For any direction, AE, there exist generally two 
points where a line drawn from A cuts the circle 
SNEQ. Let E and Eg be such a pair of points. 

Let C2 be the position of C corresponding to Eg. 

Now, the power exerted by source A for this position 

AE AF 

will be — ^^ — , and that exerted by source C will be 
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— ^f^ — ?. The relation of tlio latter to the former is 

FB, 
AF* 

Now, as Eg moves round from Q to R, on the line 
QEgR, the above relation starts from zero, passes by 
positive values through a maximum value, and ends 
again at zero. There will therefore be two positions 
when the relation of the powers has a fixed value, and 
one of these will be a position of stability, the other 
unstable for one or other of the sources. 

To express the various powers which have been dealt 
with in terms of the angle ABO, which is the angle by 
which the difference between the phases of the two 
electromotive forces falls short of two right angles, 
proceed as follows: Call this angle 6. Also call the 
angle BAG, ^, and the angle BAD, p. 

It is first to be observed that the triangles DBA, BOA, 
if completed, are similar to each other, since each side 
of the former bears to some one side of the latter the 
ratio cos ^, or geometrically, 

AB = ACcosy8 
ED = CBcos/3 
DA = BAcos/3. 

Prom the triangle ACB, AC : BC :: sin ^ : sin ^, 

^« Kn X sin 

or A0=/-^---, 

•^ sm if> 

therefore AE=/^^"^"f ^. 

sm <f> 

Also from the triangle ABC, 

e sin d> + /% , j. » • n 

- = — .^ , = cos o + cot d> sm 0. 
f Bm(l> . 

and from the right-angled triangle A FiB 

AF = AB cos FAB = e cos ^ + )8. 
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Hence, AF AE = ef cos fi sin ^^.^;^^ 

= ef cos* ^ sin ^ cot ^ — e/cos )9 sin sin /9 
= e/cos* )8 (^— cos ^] — e/cos )8 sin )3 sin d 

= e cos )3{6 cos ^-/cos 0-/3}. 

Therefore, the power at work in source A being 

AF AB . , . 

P 18 equal to 

e* cos* y9-e/cos )8 cos 0-0 . x 
2R .... W. 

which is in the form desired. 
Again, from the triangle CEA, 

AB = AC cos CAE = AC cos /9, 
/. AE* = AC*cos*i8, 
and from the triangle ACB 

AC* = BC* + AB* - 2BC . AB cos ABO, 

=/* +e* -2e/cos^. 

Hence, AE* = cos*i8 {e*+/*-2e/cos 0}, 

AE* 
or the power employed to heat the circuit, being — — , ii^ 

2i{» 

equal to 

e* cos* 13 +/* cos* )8 — 2ef cos cos* ff ,o\ 

21 . . . . [P). 

The difference between these two powers is the poweif 

transmitted, and therefore doing work upon source C^ 

Hence the power transmitted is equal to 

ef cos )S cos + 13 — /* cos* /S / x 
21 .... W- 

The efficiency of the transmission is found by dividing 
this expression (7) by the expression (a) for the power 
of source A, The efficiency therefore is equal to 
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/( e cos g + )6/ -/ c os P\ 
^|ecos)9-/cos^-/3j 



(S). 



In Figure 21, let AB = e, and the angle BAD = y8. 
BDA IS a circle upon AB as diameter, whose centre is K. 
Let D be the centre of the circle which is the locus of 
E of former figures, catting BDA in Q and R as before, 
tod AD and AD produced in N and P. Join DK and 
produce it both ways to cut this circle in B^ and B2, 
the point K being in DE^. Also draw E4DE3 parallel 
to BA, cutting the same circle in E4 and E3, making the 
angle E3DA equal to p. 

The expression for the power of A shows that it is 
greatest when ^=7r + ^, and least when ^ = /8, but it is 
always positive so long as e cos y8 is greater than /. 
When this is not the case it is possible for the source A 
to have work done upon it. 




Then ADE3 is the angle giving the value of when 
the power exerted by the source A is least, and ADE4 
(greater than r) is the value of 6 for the greatest power 
of A. 
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The expression for the transmitted power working 
on C given by equation (7) shows that that power is 
greatest when 6= —fi, %.e., ADE^ is the value of for 
this condition^ and when ^ = ir — )8, i.e., ADEj, the power 
working on C is negative and a minimum^ ue., C would 
liave to do its greatest work. 

The circle which E describes is now divided in the 
important points QRE1E2E3E4, and from the above con- 
siderations we can discuss the question of the stability 
very conveniently. We shall suppose E to move round 
in the positive direction. 

As regards the point Bj, it may be observed, that if 

DN is sufficiently great, it will lie outside the circle 

. ADB (as in Fig. 22). The condition that it does not do 

so is expressed by the inequality-^ must be less than 

^^^r. which will be supposed to be the case. As E 
cos p ^^ 

moves from Ej to Q, there will be transmission of power 

to C, from its maximum value at E^ to zero at Q. 

Hence, as regards C, the motion will be stable, because 

-a retardation of its motion is accompanied by a greater 

transmission of power to it, and vice versa. 

As E moves from Q to E2, C will do work from zero 
at Q to its maximum value at E^. 

Hence the motion of C will be stable, because a re- 
tardation of its motion is accompanied by a smaller 
duty, and vice versa. 

As E moves from E2 to B, and finally to E^^ there will 
be instability as regards C. 

Again, as regards the source A« As E moves from 
Eg to E4 through Ej, the power exerted rises from its 
minimum at E3 to its maximum at E^. Hence in this 
half circle the motion of A will be unstable^ because 
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any retardation on its part, implying an advance of E, 
will be accompanied by a greater duty, and vice versa ; 
so that the displacement will be augmented. 

As E moves from E^ to E3 through R, the power 
exerted by A diminishes from its maximum to its 
minimum value. Hence, in this half circle the motion 
of A will be stable, because any retardation on its part, 
implying an advance of E, will be accompanied by a 
smaller duty, and vice versa ; so that the displacement is 
decreased. 

Hence between E^ and E3 there is absolute stability 
for both sources, and between Eg and E4 absolute in- 
stability. 

In the remaining regions there would arise a necessity 
for constraint in one or other of the sources. 

Between E3 and Eg, the source A would need con- 
straint ; between E4 and Ep the source C would need it. 

If both sources are constrained, a position of E be- 
tween Eg and E4 becomes a possibility. 

Under the conditions, therefore, represented by Pig. 
21 it would appear impossible *to make both sources 




do work at the same time without constraint; but this 
impossibility arises from the fact that E3 is nearer to N 
than Q is. When, as in Fig. 22, Q is nearer to N than 
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B3 is, i.e., when />, ^^^ P ^ the impossibility is removed, 
e cos p 

and of the power going to heat the circuit part is pro- 
vided by each source. 

Dr. Hopkinson has denied that two machines can 
work in series, each doing work; but his regsoning is, in 
this case, not satisfactory. His statement has, however, 
been very generally accepted as true by electrical prac- 
titioners. 

As an instance, suppose 6 = 200 volts^ 
/=150 „ 
and R = 20 ohms, i8=40% ^=30\ 

Then the power exerted by A will be found to be 20*68 
watts, and that exerted by 133-28 watts, the total 
heating of the circuit being at the rate of 153*96 watts. 

And if the prime movers of each machine only yielded 
the 20*68 and 133*28 watts respectively, the two machines 
would settle down into stable motion with a phase dif- 
ference of 150°, and yielding 153*96 watts in rate of 
heating. 

It is perfectly true that one of the machines alone 
would, if driven by a svfficievtly great power, yield more 
power in circuit than the two together; but that is 
a question distinct from the one whether or not two 
machines may run with stable motion, in series, both 
doing work. 

As to the transmission of power, its possibility is seen 
ta depend upon the value of the angle EiDEj, which 
is simply 2^. If E is situated at the point N, the effi- 
ciency is not at its maximum value, but it has the value 

'^, which is the greatest efficiency in transmission with 

uniform currents. It would thus appear that transmiE- 
sion by altematiug currents does not compare un- 
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favourably with that by uniform currents in this respect. 
To find the position of B which gives the maximum 
efficiency of transmission, proceed as follows. Fig. 23. 

Call the circle described upon AB as diameter, the F 
circle, since F always lies upon it, and similarly call the 
circle upon which E always lies, the B circle. 

We have to find out the particular position of E 

FE 
upon its circle, which will make the ratio ^-= as large 

A ^^^ 
as possible, or, which is the same thing, that of -p= as 

small as possible. 

Let e and / be the two electromotive forces. Take 
AB equal to e, and cut off from it BM equal to /. 
Describe the F circle upon AB, and set off BAD as 

before, an angle having its tangent equal to =-. 




Fig. 23. 
D is on the F circle. Draw MN perpendicular to AD, 
and with centre D at distance DN describe a circle. 
This is the E circle, for its centre is at D, and its radius 
= DN = BMcosDAB. 
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Througli D draw the radius DH parallel to AB, H 

being on the same side of D that M is of A. Join AH 

by a straight line catting the B circle in E and the F 

circle in P. Then these are the particular positions on 

FE 
the circles which make the ratio -— = a maximum ; i.e. 

FB . -^ 

Y=, as here found, is the maximum efficiency. And if 

DE be joined, the angle ADE will give the phase- 
difference between the electromotive forces to give this 
efficiency. 

FE 
For, in the first place, it is clear that the ratio -i-= 

... ^ 

has some maximum (not a minimum) value between the 

positions where E and F coincide, viz. when the two 

circles intersect. And because DH is parallel to AB, 

and AH cuts them, therefore the angle DHE = the angle 

BAF. 

But DH, BA pass through the centres of the two 
circles respectively; therefore AH, making the same 
angle with BA as it does with DH, must cut the circum- 
ferences of the E and F circles at the same angle. Thus 
at E and F, the points where AH cuts the E and F 
circles respectively, the arcs of those circles are parallel. 
Therefore an elemental displacement of E and F from 
these positions would result in no alteration of the ratio 
in which E divides AF. 

But this is the characteristic of a maximum or mini- 
mum value of such a ratio. Hence the maximum 

FE 
efficiency is -j=^i and it has before been proved that the 

triangle ADE is similar to one in which the sides 
homologous to AD, DE are the electromotive forces 
themselves. Thus, for maximum efficiency, the phases 
of /must follow tho phases of e by an angle equal to 
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(180** + ADE), oTj which is the same thing, precede them 
by (180°- ADB) or (tt- ADE). This, reduced to time, 

J^r-ADE)^^^ /j_ADEU 

zir \ TT / 

It IS clear that -ttc is the ratio of / to e. The maxi- 
AD 
■p-p 

mum efficiency -r-^ exceeds this ; and it is seen to do 

SO in virtue of the existence of a coefficient of self- 
induction, the absence of which would cause D to coin- 
cide with B. 



Addendum. — Analytical Expressions. 

The value of the maximum efficiency in symbols is 

1 +'f cos /3 



J + cos 15 

^ e 



- l+-?cosi9 
where tan 3 = ^. The fraction -: can be easily 



shown to be greater than unity. And the angle ADE 
may be calculated, if desired, as follows : — 

ADB = (2x-/S), 
where 

sin^ 



tan X = ' 



cos 



^ 



IX is the angle DAH or BAH.] 
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Adapting to logarithms. 

Let / 

•^ = co8a, 

6 



2C08^C08^ 



There may be transmission of power from the source of 
e to the source of / even when /> e, provided that / cos /3 
is not>0; as would appear at once from a geometrical 
construction on the plan given above ; and in any case 
the condition of maximum e£Bciency is one of stability^ 
as the position of E found by this construction lies with- 
in the region for which both machines are in stable 
motion. 



CHAPTER XL 

UPON THE USE OF THE TWO-COIL DYNAMOMETEE WITH 
ALTBBNATINO CUEEBNT8. 

The dynamometer as usually constructed consists of two 
coils destined to transmit the same current^ and for that 
purpose placed in series with one another by a maker's 
connection between the end of the first and the beginning 
of the second. The user of the instrument has access 
only to the beginning of the first coil and the end of the 
second. The torsion to be applied to the suspension of 
the moving coil to bring it into some constant relative 
attitude towards the other coil (usually but not neces- 
sarily the rectangular position) measures with constant 
current the square of it, with harmonic current the half 
of the square, where the maximum value of the current 
gives the denomination to the current. In this sense I 

have called the function -^ of the harmonic current I, 

the dynamometer reading. But suppose that the em- 
ployer of a dynamometer has access to the final terminal 
of the first coil, and to the first terminal of the second 
coil, as well as to the two usually free terminals ; and, 
further, suppose that he sends one harmonic current 
through the first coil, and another harmonic current 
through the second coil, the only ruling condition being 

AlOa. 97 Q 
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that the two currents shall have the same period. 
What in such a case will be the reading of the instru- 
ment 7 What will be the torsion necessary to bring the 
coils to the standard relative attitude? It will be as 
follows : The reading of the dynamometer will measure 

the quantity—^-* cos 0, when Ij I, are the currents as 

usually defined by their maximum values, and is the 
angle of the phase difference between the currents, i.e. 

^ = ^ where t is the interval of time at which the phases 

of one current follow the same phases of the other. 

The truth of this statement appears at once by apply- 
ing the first geometrical proposition (see first Article), 
when the two magnitudes there considered represent 
Ij I, respectively. 

I propose to call the reading of a dynamometer under 
such circumstances the Force Beading, and the function 

-^^ cos will receive the same name. The propriety 

of this depends upon the instrument being so graduated 
that when a direct unit current flows in each coil the 
angle of the index shall be taken as the unit angle* 

This is the same condition under which -^is called the 

dynamometer reading, under the usual circumstances of 
connection. 

The instrument can be converted into a dynamometer 
of usual construction by placing a stout wire between 
the final terminal of the first coil and the first terminal 
of the second, in fact by making a series arrangement 
of the coils. 

It is clear, therefore, that such an instrument is 
capable of giving in the first and second place the two 
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dynamometer readings of the two currents — viz., -^ and 

P . II 

-^, and in the third place -^- cos 6, or the force read- 

ing. A comparison of these three readings will there- 
fore furnish the important angle 6, the angle of phase 
difference, and, by inference, all the quantities^ ujpon 
which its value depends. 

Let the three readings be a^ % a^ so thaii^ 
IJ I| = 4 aja2 ►%. cos 6 = 



^a^i^ 
The final formula^ viz*,. cos Q = _! will not be changed 

even if the instrument is^ not graduated as I have sup- 
posed, but in any uniform manner,, including of course 
the usual degree graduation. 

Before proceeding to- examine the- application of this 
method to particular cases, it will be well to* point out 
the following peculiarity. AVhereas> when a dynamo- 
meter is employed to take a dy^namometer reading yiSaa- 
twist to be given to the &uspension is> always ia the 
same direction^ still, when used foi? a force reading ,. the 
twist may have to be applied in either direction. This 
will merely depend upon the value of cos 9; If in any 
case the tendency were in the unusual direction, it may 
be reversed, should the mechanical arrangement of the 
suspension or the direction of graduation demand it, by 
simply making the terminals of one of the coils change 
places with reference to the main circuit. 

The previous chapters have been mainly devoted to 



100 ALTERNATING CURRENTS. 

tracing the effect of self and mutual induction and of 
condensers^ local or distributed^ upon the values and 
phases of the resulting currents of the system. All 
currents in the systems considered have the same period. 
If, therefore, in the dynamometer we have an instru- 
ment capable of measuring the various currents and of 
detecting their phase differences, it is clear we possess 
the means of calculating the values of coefBcients of 
self and mutual induction and the capacities of con- 
densers. 

To take as an example the case of a harmonic source 
of B.M.P. operating in a primary coil, which in its turn 
acts by induction upon a secondary coil. First, let the 
dynamometer readings for the two currents be taken 
separately, and suppose them to be dj and a^ respect- 
ively. Then let the force reading be taken, and let it 
be a^. Then the cosine of the angle of phase difference 

will be .^=^1==^ 

But a reference to Pig. 9, p. 18, shows that this angle is 

BCP or CE A, whose cotangent is equal to — 7n-> L' being 

ri 

the coefficient of self-induction of the secondary coil. 

But .cotM=j-^. .-. (l^;y=_4_^ 

1 — cos^^ \rT/ aya^-ai 

L'=— — ^3 

Therefore the coefficient of self-induction of the secon- 
dary coil is determined, the period and resistance being 
of course supposed known. 

The value of M, the coefficient of mutual induction, 
may be found without further observation ; thus : 
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CA . /, n CE , r^^j. Mtt 

= sin and 7^=, = tan CFE = ^=—5. 

CE CP RT 

TT CA Mtt . /% 

f!A _ 

But ^ = 13. .-. CA = rv/2a3, 

Similarly ^ = Ii- .-. OF = E /2 %. 



Hence ^ V-^= ^^l^^Zl^ ^j, 

rT fl 

and therefore M= — . ^ - 

^ \/ai a2-a|' 

or the coefficient of Mutual Induction is determined. 

If the coefficient of self-induction in the primary coil 
is desired, it may be determined by making it tempo- 
rarily the secondary coil, and pursuing a similar course 
to that already described. A second determination of M 
will result from the second series of observations serv- 
ing as a check upon the former series. 

It may be pointed out, in passing, that in the d<eter- 
minations of L' and M the resistance R in> the primary 
coil need not be known, for its symbol does not occur in 
the formulas for those magnitudes. Hence any change 
in the value of the resistance in the primary coil will 
not affect the relative values of a^, a 2, and a^, upon 
which M and K are calculated, for they are indepen- 
dent of R. 

Therefore, the insertion of a resistance in the primary 
coil may be used to bring all the readings within the 
range of the instrument, by pairs in turn. Thus, suppose 
Qi a2 ^3 are in descending order of magnitude. It might 
happen that when the resistance in the primary is such 
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as to allow a^ to be read^ a, might be so small as to be 
untmstwortliy. In this case let a^ be read. Then t^ke 
resistance out of the primary circuit. All the readings 
will go up, Oi would be off the scale at the high end^ 
but ^3 would reach a reasonable value^ and may be com- 
pared with a,. Now a^ will be found to have gone up 
in a certain proportion. It will now only be necessary 
to reduce a, in this proportion to obtain a value which, 
with the former values of a^ and a,, will serve for imme- 
diate use in the equations. 

In investigating the capacity of a condenser by means 
of an alternating current, we may bridge over a circuit 
by means of the condenser at points dividing the circuit 
into two portions, r containing the generator, and R 
beyond the terminals of the condenser. It may be 
convenient to avoid a coefficient of self-induction in that 
part which is remote from the generator, a matter easily 
accomjplished. The coefficient for that part which con- 
tains the generator cannot in practice be avoided, but 
fortunately will not appear in the calculations. For a 
little consideration will show that if there is no coeffi- 
cient for the remote section the construction of the 
diagram upon the rules given for Fig. 15 will coincide 
with that given for Fig. 11 up to and including the con- 
struction of the lines giving the effective electromotive 
forces in the two sections. So that we need contemplate 
only the construction of Fig. 11, reproduced so far as is 
necessary in Fig. 24. 

The procedure will be as follows :— • 

(1) Take the dynamometer readings for the two sec- 
tions. Let them be a^ for the generator's section. 

a^ for the remote section. 

(2) Take the force reading between the two sections. 
Let this be a,. 
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Then^ taking I^ and I3 as the currents in tlie two 
sections^ near and remote^ respectively^ we must have 
OE 



EC T 



EC=Rv^^ 




Fio. 24. 



and — J=- will be magnitude of the cosine of the angle 

CEO, or the sine of the angle DEO. 
Now, from the geometry of the figure, 

♦an»nPl? 0F» OE»-FE« 

tan OCP=j^^ j,^^. 



Bat 
and 



FE = jBC=rv/2^ 
FC=^EO = RTrv^^ 



Hence tan' nr.i.-2>^«i-2>^«,-/ r y o^-a,^ 
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Therefore tan 0CP==5^ V^^». 

Bat by the construction „PZ ^\ =*"! OOP. 
"' T (R + r) 

Hence ^= J^I^. 



or 0, the capacity of the condenser, =^^\/^^^^ — ^, 

thus determined from the dynamometer observations. 
It will be noticed that this formula does not involve the 
force reading a, ; but this if taken can be used in the 
place of 02, for the values can be shown to be identical. 
To prove this point, consider that FEO is the angle of 

phase difference ; therefore its cosine is equal to —p=L=, 

FE 
But cos FEO is also equal to =^ 

^ECr l,r By2a8 /^ 
B E0^Rry2Ti""^a/ 

Hence /^^ = -^L=., 

or 03 = a^. 

This is an important fact in employing the method to 
measure a condenser, for in practice it would be desir- 
able to have as little self-induction in the remote section 
of the coil as possible. In this investigation it has been 
assumed at zero. But the self-induction in the near 
section has no effect upon the operations. Hence it 
would be desirable to have the coil in the remote section 
of no more than a very few turns of wire, while the 
sensitiveness of the instrument might be furnished by 
having very many turns in the other coil ; i.e., that in 
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tlie near section. For the same reason it would be well 
to make the standard position of the coils the rectangu- 
lar one. 

If it be necessary to take the self-induction of the 
remote section into consideration, we may contemplate 
the construction of Fig. 15 down to the fixing of the 
point 0. 

In this case the observations may be expected to 
furnish not only the value C of the capacity of the con- 
denser, but also the value of the coefficient of self- 
induction of the remote section, as in fact they will be 
found to do. If a^ a^ a^ are the three observations, we 
have 




Fig. 16. 



0E = rv/2ai, B0 = R/2a2. 
.•• also EF = r y2aj, and cos FEO = -==* 
For brevity call the angle FEO 0, and the angle 
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CEQ /3. Then also FEM==i8. Because EM is perpen- 

dicalar to FO, 

therefore EF cos /8 == EO cos d-^, 

and cos/9=gj, . co8^^= V^cosd-/8. 

l_/y/£icosd 
Hence tan/8= -^? = <^-°» 

^ «« 
But tan)8=^^. .,l,=^ ««-«» 

or the coe£Scient of -self-indaction is determined in terms 
of the dynamometer observations. 

This formula also demonstrates the equality of a% and 
a, when there is no self-induction. 

To find the capacity. From the above value of tan fi 

we may obtain cos* fi = — ^^3_Z_?« , 
Further, 

R VFE» + 0E»-2FE.0E.cos^ 



CE* 



"'VR + r) 

•"IST^j 2lR^^; "^^ ^ 

R + r/ Og * a, (a^ + Oj — 2(15) 

_ / r yatg^-q| 
VR + r/ dl • 



. cos' fi. 
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Hence tan MQN = -L= . ^(^1^2- o{ 

But by construction tan MQN= - :^. 

TK + r 



T Og 



and C = ^ . J^^i^iZf?. 

irR Og 

Thus the capacity is determined in terms of the dyna- 
mometer observations. 

Similarly^ alternating currents and dynamometers 
may be employed to investigate the rate at which 
capacity is distributed along a cable. 

The formulsB given above for the values of the coefficient of 
self-induction, and of the capacity of the condenser, are ad- 
mirably fitted for calculating their values, to give any desired 
transformation of the phase and relative value of the currents 
in the two sections. [Vide supra on Condenser Transformers,] 

Suppose, for instance, that it is desired to maintain equality 
between the currents, but to put them into quadrature with 
each other, as in the field of a Tesla motor. 

Then (1) Oj=a, ) Comprise all the 






(2) ag= o ) necessary conditions. 
Hence L,='^-? 



C- T 



Give the proper values for accomplishing this transformation. 



CHAPTER Xn. 

6ILBNCS IN A TELEPHONE. 

When a conductor subjected to alternating currents is 
divided between two points into two parallel portions, 
and when the terminals of a telephone are connected, 
one to a point in one of those parallel portions, and the 
other to a point in the other portion, silence may, under 
certain circumstances, exist; just as when the split 
conductor is subject to a uniform current, and a gal- 
vanometer is substituted for the telephone, no visible 
motion of the needle may take place. 

In either of these cases the failure to detect an elec- 
tric flow may arise from want of sufficient sensitiveness 
in the instrument employed — ^telephone or galvanometer 
— or to a want of sufficient sensitiveness in the organ of 
sense employed — ear or eye. 

But if in either case no electric flow takes place, then 
there must be silence in the telephone, and no move- 
ment given to the galvanometer needle, however sen- 
sitive the instruments, and however quick the senses. 
Absolute silence in a telephone will therefore exist 
when its terminals are always kept at equal potentials. 

The problem of determining the conditions of absolute 
silence may be complicated by the existence of coeffi- 
cients of self-induction in the four portions of the divi- 
ded part of the conductor, by coefficients of mutual in- 
duction, not merely between these four portions, but 
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between them and the rest of the circuit, and by the 
existence of finite capacity at points of the parallel 
portions. 

I propose merely to deal with the very limited case 
of the presence of self-induction in each of the four 
portions of the parallel parts, each section being sup- 
posed to be so situated as to suffer and offer no induc- 
tion from or on any other portion of the system. This 
case can be easily handled by the geometrical method, 
and will afford a fair example of its use. 

Consider, at first, one of the parallel portions into 
which the conductor is split, and let r^ r^ be the resist- 
ances of the two parts into which that portion is divided 
by the terminal of the telephone ; and let L^ L2 be the 
coefficients of self-induction appertaining to each part. 

Since there is no current through the telephone, any 
current through r^ must exist also through r^. Hence 
the currents in these parts must be identical in phase 
and value. On this account, therefore, the effective 
electromotive forces through the two parts must be in 
the same phase, and proportional to the resistances of 
their respective parts. If, therefore, we take a line 
PQ, and divide it in A, so that PA:AQ::ri:rg, PA, AQ 
may be taken to represent the effective E.M.F.s through 
T^ and r^. At the point A set off the angle PAM, so 

that tan PAM=-=f- where 2T is the period of the alter- 
nations. 

And at the same point A, but on the side of PQ 
remote from M, set off the angle QAN, so that tan QAN 

" Tr,- 

Draw PM, QN, perpendicular to PQ, meeting AM, 
AN, in M and N respectively. 
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Fig. 25. 

Then MA represents the difference of potential of 
the extremities of r^. 

PM represents the E.M.F. of self-induction in r^. 

AN represents the difference of potential of the ex- 
tremities of r,. 

NQ represents the B.M.P. of self-induction in r,. 

If MN be joined, MN will represent the difference of 
potential of the remote extremities of the two parts; i.e., 
the difference of potential of the points between which 
the circuit is divided into parallel portions. 

But this difference of potential exists for the other 
parallel portion, the resistances of which are rj, r^, let 
us suppose. If we were to construct a similar diagram 
to the above for the other parallel, we should arrive at 
another triangle WA!i\\ of which we know that M'N' 
will represent the same magnitude as MN. 

M'A' will represent in phase and magnitude the dif- 
ference of potential which exists between the second 
terminal of the telephone, and that end of r^ which joins 
on to rj, which point differs in potential MA from the 
first terminal of the telephone. If, therefore, the ter- 
minals of the telephone are to be always at equal poten- 
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tials, M'A' must be to MA as M'N' to MN, and the 
angle NMA must be equal to the angle N^M'A. 

The same argument applies to the lines NA, N'A'. 
Infact^ the triavgles must be similar and the conditions of 
absolute silence in the telephone are expressed in the same 
way as the conditions of similarity in the triangles, trans- 
lating the elements of the triangles into the physical 
quantities they represent. 

The conditions that two triangles are similar to each 
other are two in number. 

Probably the simplest we can select in this case 
are — 

(1) That M^r shall be equal to ^^. 

MA N A 

(2) That the inclination of MA to NA shall be equal 
to that of M'A' to N'A'. 

Now MA«=(PM)«4-(PA)» 

PMLj^ - 
PA~Tri 

.•.MA..i.A.{..(^)'} 

Similarly NA» = QA«|l + (^Y\ 

NA r, ji^/I^y)*' QA r. 

Similarly 






M'^(^)T 



in which L3L4 are the coefficients of self-induction ap- 
pertaining to r^r^ respectively. 
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The first condition^ therefore^ is that 



OP 



To express the second condition, prodace NA towards 
AtoB. 

Then the angle BAM is the inclination between MA 

and AN. 

Tan BAM = tan {PAM-QAN} 
_ tan PAN - tan Q AN 
"^ 1 + tan PAM tan Q AN 

Tr^""Tr2 

~ 1 + ^1^2^' 
r^rjT^ 

The corresponding function for the other parallel is 

J L3LX 
rsr.T^ 

Therefore the second condition is that 

LjTT L27r La'TT L^tt 

Tr^^Tr^ Tr^" Tr^ 

n^IS"r+M^ • • • 03). 
r^rgT^ ^ rsr^T* 
The conditions (a) and (/3) are all that are necessary 
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for absolute silence in the telephone under the circum- 
stances proposed ; but among the circumstances occurs 
the period of the alternation, and it is quite possible to 
have (a) and (/3) satisfied for one value of T but not for 
another. Thus the telephone might b© silent for one 
tone but not for others, as tone depends upon period, 
and (a) and (^) are only the conditions of the silence 
in regard to a particular note. It remains to be seen 
whether it ^ be possible to obtain silence for all notes, 
one independent of the value of T. 

From the construction of the figure, it is clear that if 
T is very large M and N move to P and Q respectively, 
and MA becomes coincident with PA, and MN with 
PQ. Therefore, in order that A may divide PQ in the 
same ratio for both figures, it will be necessary that 

T^\r2 = r^\r^j or -=—, the usual bridge condition for no 

current through the galvanometer. 

Now, bearing this necessary relation in mind, and 
noting that MP and NQ are drawn perpendicular to the 
same straight line PQ, so that PA : AQ : : r^ : r2, it will 
be impossible that this relation shall hold good for all 
straight lines drawn through A unless A lies in the 
straight line joining N and M. 

In this case MAN becomes a straight line, making 
equal angles with PQ. 

^^°°« ^?=^ // 

and =4 must follow tha same rule ; i.e. — ^^^555i£ji,5!=S^ 
L4 r^ r^ L2 

Al. Cu. I 
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When these conditions are fulfilled, the condition (y8) 
is necessarily satisfied, the inclination of the lines MA, 
AN, being always zero. Hence these conditions are all 
that are needed to produce silence in the telephone for 
all periods of alternations harmonically executed. 



CHAPTER XIII. 

ON MAGNETIC LAG. 

When a conductor or system of conductors is sub- 
jected to an alternating current, the magnetic field at 
any point in the neighbourhood has its sign reversed 
at every semi-period. If this process involves the con- 
tinuous rearrangement of anything material, the ques- 
tion naturally arises, Will it not involve a corresponding 
absorption of energy due to the existence of forces whose 
direction always opposes the change taking place? If 
a wind blows over a field of corn alternately from east 
to west, and from west to east, one can see that a con- 
tinual generation of heat will take place from the 
rubbing together of the stalks ; and this notwithstand- 
ing the natural tendency of each stalk to stand verti- 
cally. The forces concerned in this loss are frictional. 
Does anything of this sort happen with alternating 
currents of electricity? and does a field of magnetism 
bear a likeness to a field of corn ? In more technical 
language, does a change in electrokinetic momentum 
involve a generation of heat, with a corresponding loss 
of energy in some other form ? This question has been 
answered in the negative by various authorities, and 
even the Council of the Institution of Civil Engineers 
has held that view. 

I hold the opposite opinion very strongly, on grounds 
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which I have explained before the Physical Society. 
The heating of the iron cores of electromagnets subject 
to alternating currents is too marked a phenomenon to 
admit of explanation otherwise than in this way. To 
say that this is due to Foucault currents is only to assign 
a method to the action, but does not explain it away. 

The following paper on Magnetic Lag is reprinted 
from the Philosophical Magazine. 

In bringing my views on Transformers before the 
Physical Society, it is my desire to emphasize : — 

(1) How the magnetic lag, if it exist, may be measured 
by employing dynamometers of low resistance. 

(2) That the magnetic lag has a real existence. 

(3) That the magnetic lag necessarily accompanies an 
absorption of work involved in the reversal of polarity 
in the iron, and how this may be measured. 

(4) The points in the general argument where scientific 
facts are wanting, and the direction which investigation 
should take to meet this want. 

The possibility of the existence of a magnetic lag 
renders the problem a different one from that of two 
coils acting and reacting upon themselves by means 
of mutual and self-induction, whose coefficients, being 
geometrical, are constant. 

For the latter problem I gave in the year 1885 a 
complete solution, but I pointed out that the complete- 
ness of the result rested upon the absence of anything 
in the nature of hysteresis (a word not then in use) or 
work done in the field. 

The following year Mr. George Forbes, F.R.S., gave 
what should have been (but for the very poor reporting 
of the' Society of Arts' Journal) a solution of the 
'* secondary generator '' problem, treating it as a case 
of two coils, assuming that '^ the magnetism of the core 



ON MAGNETIC LAG. 117 

varies as the sum of the currents in the two coils " ; 
and the same gentleman has treated the subject again 
in a recent paper before the Society of Telegraph- 
Engineers and Electricians, in which he makes the 
same assumption, and says, referring to the harmonic 
functions which he attributes to the electrical and mag-: 
netic quantities involved, that the existence of magnetic 
hysteresis would cause departure from the harmonic 
character, but that, being insignificant so long as the 
magnetic induction in the iron is not high, its considera- 
tion may be omitted, — statements which seem rather to 
evade than to overcome ther difficulty. 

Mr. Gisbert Kapp, who has done so much good work 
in the practical development of transformers, also, in 
my opinion, makes the same assumption, — that the state 
of magnetization in the core coincides with the magnetic 
stress resulting from compounding the stresses derived 
from the two coils. 

In the view I shall put forward I shall assume — 

(1) That the variations are harmonic. 

(2) That the only induction in the secondary coil is 
derived from the core, and is, therefore, as regards 
phase, in quadrature with the magnetization. As the 
current in the secondary coil will be considered as pro- 
ducing one of the components of the stress producing 
magnetization, itself reacting upon the coil, the necessity 
of introducing a special E.M.F. of self-induction is 
obviated. 

(3) That each turn in either coil embraces the same 
number of magnetic lines. 

I shall also make use of the following symbols : — 
E, the maximum electro-motive force of the machine; 
Ii, the maximum value of the current in the primary 
circuit ; 
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I2, the maximum value of the current in the secon- 
dary circuit ; 
7r — 0, the angle of phase-difference between the cur- 
rents ; 

m, the number of turns of wire in the primary coil ; 

n, „ y, ,, secondary coil; 

</>, the angle of magnetic lag ; 

rj, the resistance in the primary circuit ; 

rg, y, „ secondary circuit ; 

respectively in the primary and secondary 
circuits, their constants being A and B, so 



T 2 T 

^1 _ A _ ^ 



3 



that "2 = Aap -^ = Bag ; 

a^ is the reading of a dynamometer, one of whose 
coils is in the primary, the other in the secon- 
dary, circuit. Its constant is C. 
M is the maximum magnetization. 
The magnetic stress produced by each coil is pro- 
portional to the current in that coil multiplied by the 
number of turns in the coil, and is here taken to be 
that product, called very often the Ampere-turns. Its 
maximum value in the primary coil is ml^, and in the 
secondary coil it is nig. 

Now the observations on the dynamometers A and B 
furnish us with a knowledge of I^ and Ig in any case ; 
and m and n are details of the construction of the 
transformer. Thus we are in possession of the two 
quantities rtil^ and nl^. 

But the three dynamometer observations enable us to 
determine the angle of phase-difFerence between the 
currents, as I have elsewhere explained : — 

.^. /? Cag IJ2 cos ^ 
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We are therefore in possession of the two components 
of the magnetic stress and of the angle between them. 
Hence we are virtually in possession of the whole mag- 
netic stress and its phase relatively to its components. 
If the resultant is in quadrature with that component 
which results from the current in the secondary coil, 
it is in the same phase as the magnetization, which is 
in quadrature with that component ; but not unless this 
is the case. 




Fig. 26. 

Let the line AB represent ml^ or the magnetic stress 
in the primary circuit, and let BO represent the magnetic 
stress in the secondary, and let ABC be the angle 0, 
found as above. Then AC is the resultant magnetic 
stress. 

But the magnetization is in quadrature with BC. 
Draw AD at right angles to BC. Then CAD represents 
the magnetic lag, which is seen to vanish if ACB is a 
right angle. The condition of the existence of lag is 
therefore that 

CB<AB cos 0, 
which in terms of the dynamometer observations is 
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The observation on the dynamometer in the primary is 
seen to be eliminated. Thus this question can be tested 
with two dynamometers only. The amount of lag is re- 
presented by the angle CAD. We can easily express its 
tangent in terms of the three dynamometer observations. 

DB_CB 
CD D B-BC _ AB AB 
tan </>-DA" ABTSS:^" ^l-cos^^ 



_ v^Aa^ Ba2 m Aa^ 



V 



1 cy 



Aa^ Bag 



0^8 -^ Bag 



v^'A^ag-CV 

Thus the angle of magnetic lag, if it exist, can be de- 
tected with two dynamometers and measured with three. 



In dealing yet further with the results furnished by 

the observations, we must remember that the waxing 

magnetism has the same inductive effect in producing 

E.M.F. in each turn of the coils of the two circuits. 

But we can, from the observation of dynamometer B, 

say what that E.M.F. per turn is. The whole E.M.F. 

in the secondary coil is l^r^i consequently the E.M.F. 

I r 
per turn is -^. Therefore in the primary the total 

T r 
E.M.F. arising from magnetic induction is m -^« 
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The current arising from the same source is — 

.2 I. ' 



and the magnetizing stress on this account is — 



m* Ur. 



2'2j 



n r 



which must be looked upon as one of the components 
of the whole magnetizing stress due to the primary- 
current ; and this component is in the same phase as 
the magnetizing stress in the secondary. 

Hence, returning to the figure, if we produce CB to 

F,sothat CB : BF y.nl^ : — ^, 



n 



'1 







PB is one of the components of AB. 
The other component (i.e., that arising from the 
machine^s proper electro-motive force) is AF. Hence 

AF = r/2-. 

It follows that the electro-motive force E, which the 
machine is exerting, may be thus determined by means 
of the dynamometer observations. 



122 ALTERNATING CURRENTS. 



AF» = AB« + BF« + 2AB BF cos ABO, 



jrg- = m»I,« + ^-^ -J n»I,> + 2ml, — , - nlj cos d. 



.-. E« = r,«I,> + VI,» *^, + 2r.r, ^* 1,1, cos 6, 

n 

= ri*2 Aai + — ^ r2''2Ba8 + 4rirg — Caj, 

= 2|ri8Aai + r^* ^ Bajj + 2r^v^ ~ Cos}. 

Another interesting magnitude is AC, or the total 
impressed magnetic force. 

AC2 = AB8 + BC2-2AB BC cos 0, 
= m^Ij^ + n^l^ — 2 wnljlg cos 0, 
= 2m^Aai + 27i*Ba2 — ^mnCa^, 
= 2 {t^i^Aa^ + n^Bag — 2mnCa3} . 

By means of this we may calculate what current 
should be passed through the primary circuit, the 
secondary being open, to produce the same state in 
the core. 

But perhaps the most interesting point to men of 
science and to civil engineers is the question of power. 
We may approach it thus perhaps in the simplest way. 




Pig. 28. 
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By dropping a perpendicular from F upon AB pro- 
duced, we easily see that 

AF cos BAF = BF cos ABO + AB^ 
Multiplying througli by AB we have 

AF AB cos BAF = AB BF cos ABC + AB». 

Substituting the electric quantities for the geometrical, 
— ml. cos BAF = ml. — « - nio cos + m^L^ : 

multiply through by g^ 

EIx cos BAF m I Jg cos rj^ 
2 "^^ n 2 "^ 2 • 

But the term on the left is the expression for the total 
power, and those on the right hand may be expressed 
in terms of the dynamometer observations. 
Thus the total power 

The first term here is obviously the power at work 
heating the primary coil. 

rgBttg is as obviously the power heating the secondary 
coil. 

If, therefore, we write the total power 

= r^Aai + r^Bajj + r^^ - Ca^ - Bag^, 

we see that the power involved with the magnetic lag is 

**2|~ Cas-Ba^l, 

the form showing that it disappears if the lag does so. 

Thus we are led to the conclusion that a magnetic lag 
involves a loss of power, and any loss of power due to 
molecular action in the core taking place in the course 
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of the alternations of magnetization must necessarily 
produce lag. 

Now, if the changing magnetization does work, it must 
do it against a force, and this force must be of the 
character which of itself would produce magnetization ; 
i.e., magnetic force. Just as when a body moving in a 
medium does work in the medium, it does so by calling 
into being, or inducing, a force, viz., friction; force 
being that sort of magnitude which, acting upon a body, 
produces motion. 

By analogy alone, therefore, we may infer that when 
changing magnetization is a continuous source of ab- 
sorbed work, the changing magnetization induces what 
would itself produce magnetization ; that is, an induced 
stress acting in opposition to the direction of the change 
in the magnetization. 

This may perhaps be allowed j but it may be urged 
that there is plenty of magnetic stress already, im- 
pressed by the currents; why should not the changing 
magnetization work on this ? The answer to this ob- 
jection is, that if there be no other stress but that 
impressed from outside, then the phase of the magne- 
tization will be in the same phase, and therefore the 
increase of magnetization will be in quadrature with the 
stress, and hence no work will be continuously absorbed. 
For though through some phases work may be done in 
such a case, this is always recoverable and recovered 
in a complete period, a proposition which I have stated 
and proved in my papers upon Alternating Currents in 
1885. 

I apprehend, therefore, that besides the stresses AB 
BC we have another induced stress in quadrature with 
the magnetization, because called into being by its 
increase, and therefore in the same phase as FB or BC. 
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Let BC, therefore, be produced until it meets in D 
the line AD drawn at right angles to BO. 




Fig. 29. 

Then AD will be the effective magnetic stress; i.e., 
that magnetic stress which, maintained with a steady 
current, will produce the actual magnetization ; hence, 
if M is the maximum magnetization, 
47rAD ,^ 

P 
where p is called the magnetic resistance. Thus — 

Mp 



AD = 



iTT* 



ttM 



If 2T is the period of alternation, njr is the maximum 
rate of increase of M. If 

N may be called the coeflScient of magnetic self-induc- 
tion. 

Under the exigences of a certain temporary nomen- 
clature CD might be called the Foucault- Ampere turns 
existing in the core itself. 

Substituting for M in terms of AD, 
Ntt 47rAD 



DC = 



or 
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I have explained above how tan <f> may be obtained 
from the dynamometer observations. We may therefore 
employ this formula for the determination of the value 
and constancy of N, if we can rely upon the values of 
T obtained by observation at the time, and of p known 
otherwise. 

The constancy of p obtains so long as magnetization 
can keep pace with magnetic stress. These conditions 
are fairly well understood, and AD must not exceed the 
stress representing the limiting one. Thus it will be 
well to know AD. 

AD = AB sin 6 = ml^V I -co^^d, 



^^^^^^jS 



I.7W.- 



v/Ba« 



I think, therefore, experiment should move in the 
following direction. The constancy or the reverse of 
N under varying speeds should be first determined by 
experiments with currents so small or coils so few that 
the magnetic resistance p may be safely assumed con- 
stant. For this purpose it would be necessary to employ 
some speed-indicator. 

Professor Forbes, F.E.S., in his paper upon trans- 
formers, already quoted, says that the existence of 
hysteresis would cause a departure from the harmonic 
character of the motion, but that the effects are small 
and negligible. 

If N, however great, remains constant, the harmonic 
character of the variation is maintained. But if experi- 
ence showed that induced stress varies as the square or 
higher power of the rate of change of magnetization^ 
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then indeed a serious modification would take place, 
and this would be likely if the neighbourhood of satura- 
tion were reached. 



In the foregoing investigation I have represented 
magnetic stress as of the order Gurrent, and the formulae 
I have introduced hitherto will bear this convenient 
form of expression ; but, strictly speaking, it is of the 
order Field, and when we wish to settle the dimensions 
of N, we must take this into account. The M of the 
work is really of the order Induction or [Ir^ir^m^'] . Now, 
the rate of increase of Induction multiplied into N is 
equal to Field, or [Z-*^"%*] ; 

.'. N 7 = ll^t^m*} , 

.•.N=M.* 

The actual experiments, which I now bring to the 
notice of the Society, were carried out at the works of 
Messrs. Nalder, Brothers & Co., of Westminster, and 
I am greatly indebted to these gentlemen themselves, 
and to Mr. Crawley and Mr. Mott, for their assistance 
in making them, for they freely placed their steam- 
power, their electrical power, and their intellectual 
power at my disposal. 

These experiments had no other object than to test 
the question of the existence of magnetic lag by dyna- 
mometers, and to measure the angle of lag. 

The machine employed and the transformer were of 
the Kapp forms. The number of turns of wire in the 

* Or Pa*~*] according to Prof. A. "W. Biicker's more complete 
formulation. Compare with this the coefficient of Electric Self- 
induction [Z/i]. 
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two coils had been ascertained for me by Mr. Crawley. 
They were 100 and 12 respectively. 

Considering the considerable differences in the rela- 
tions of the currents, the constancy of the angle of lag 
appears to me to point to a simple law connecting it 
with the magnetization. 

There was no very accurate speed-indicator employed, 
and the speed was approximately the same in the first 
six experiments. In the seventh experiment the speed 
was purposely much diminished, by about one third of 
that in the former cases, and in this experiment alone 
does the lag appear at less than 5**. 



No. of 
Experi- 
ment. 


Aai- 
2 • 


2 • 


C«3. 




e. 


0. 


VAoi sin e. 


1. . . 

2. . . 

3. . . 

4. . . 

5. . . 

6. . . 

7. . . 


33-29 
34-43 
37-09 
70-38 
8117 
84 97 
8-21 


52-65 
59-74 
92-14 
8606 
8100 
29-03 
101-59 


10-37 
11-50 
17-34 
17-43 
17-21 
7-83 
14-31 


86-46 
95-83 
144-50 
145-22 
143-42 
65-26 
119-26 


75** 40' 
75*^19' 
72*^45' 
77*^ 4' 
77^45' 
80'' 56' 
60-17' 


5^43' 
5-38' 
6^*25' 
5*^21' 
5'*24' 
5" 4' 
4** 50' 


5-590 
5676 
5-816 
8-176 
8-804 
9-103 
2-488 


No. of 
Experi- 
ment. 


n- 


ff 




r-. 


Power of 

internal 

magnetic 

workHiH. 


H 


Aai sin '*e 


1. . . 

2. . . 

3. . . 

4. . . 

5. . . 

6. . . 

7. . . 


201 


2-51 
2-36 
1-96 

2-87 
4-77 
0-72 


66-91 

69-20 

74-55 

141-46 

163-15 

170-79 

16-50 


132-15 

140--99 
180-59 

232-47 

138-47 

73-14 


8496 

85-17 

102-63 

17915 

172-82 

12-73 


2-72 
2-64 
303 

2-31 

2-09 
206 



CHAPTER XIV. 

FUBTHEB CONTRIBUTIONS TO DYNAMOMETRY, OB THE 
MEASUBEMENT OF POWEB. 

Now that the advantage of using the split dynamometer 
to measure power, as first proposed by me more than 
half a decade since, seems to be at length receiving 
some attention through the generalization of the method 
when applied to transformers, proved independently 
by Prof. W. B. Ayrton and myself, it may be well to 
point out clearly the principles upon which such an 
instrument must be inserted into an electrical system 
to effect the measurement of a physical quantity, and 
the nature of the quantities which admit of such 
measurement. 

In the first place, an exact idea must be formed of 
the nature of the physical quantity indicated by the 
reading of a dynamometer, or the angle through which 
the torsion-head is turned to bring the coils into a 
standard relative position, which is usually, but not 
necessarily, one in which the coils are at right angles 
one to the other. That position has the advantage of 
introducing no mutual induction in the instrument itself. 

Expressed mathematically, the reading measures the 
quantity 

1 TT 

where Cj and Cg are the currents at a moment through 

Al. Cu. 129 ^ 
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the two coils, those currents being periodic or constant 
(one may be constant, the other periodic), and T being 
an interval of time at least equal to the least common 
measure of the periods, and so small that the index is 
not able to move appreciably in the interval T. The 
larger the moment of inertia of the moving coil, the 
greater the limit which may be allowed to T, 

In the year 1885, when I first suggested sending 
different currents through the two coils of such an 
instrument, I called a reading taken under such cir- 
cumstances the ^^ force-reading,^' to distinguish it from 
an ordinary dynamometer-reading in the usual case of 
the currents being identical in the two coils. That 
name was suggested by the fact that (current)^ has for 
its structural formula in the electromagnetic system 
the same dimensions as force, omitting the dimension of 
permeability. This fact is shown in Sir W. Thomson's 
so-called current-balances, where (current)* is made to 
produce equilibrium with a force. 

But (current)* has another more important meaning. 
When multiplied by resistance, it means power, and 
therefore by itself it means power per unit of resistance; 
and this is its true meaning independently of perme- 
ability. The dynamometer-reading is the mean power 
per unit of resistance. 

If, therefore, we know the proper resistance to mul- 
tiply the dynamometer-reading by, we shall be in 
possession of the value of the power; and it follows 
that appropriate dynamometer-readings must be of 
extreme value in measuring power- 
It will thus be seen that if the physical quantity Z 
can be expressed for its momentary value in terms 
quadratic in the instantaneous currents, these terms 
will point out to us the appropriate places for dynamo- 
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meters whose readings, being filled in in the places 
of those quadratic expressions, will give us the mean 
value of (Z). To make this perfectly clear ; — 

Suppose 

Z = Aci2 + BciC2 + Ce22 
at any instant ; then the mean value of Z will be 

AiD. + BiDg + OjjDg, 
where ^D^ is the reading of a dynamometer one of 
whose coils carries r^ and the other c^. 

If Z is power, A, B, C are af the order resistance. 
If Z is E.M.P.2, A, B, C are of the order (resistance) ^ 
It is necessary that A, B, should not be functions of 
the time. Hence power and E.M.F.^, the latter being 
merely power per unit of conductivity, are very appro- 
priate quantities for the method. 

To take the simple case of two machines working in 
parallel into a third inductionless circuit. The equa- 
tions are 

and <'i + <'2 = ^3 5 

where e^ and ^2 are the total E.M.F.s of the generators 
in the two loops 1 and 2 (including all induction) ; 
Cj, ^2, and C3 are the three instantaneous currents, the 
two former positive towards the same point of junction, 
the latter positive towards the other, so that c^ + c^ = c^ 
always ; and / is the potential difierence at the points 
where the circuits join. 
Then, since 

^1^1 = '^i<^i + ^3^i^3 or n + ^'fs f^i + Vl<^2> 

62^2 = ^2^2^ + V2'^3 or ''2 + V2^ + ^'3^l''2> 

we have power of 1st generator 
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^niDj+rjjD,, or r^^-r^J^^ + r^^Pii 

power of 2nd generator 

= r,,D, + r5,D5, or r^ + rj^D^ + rjiDg, 
where D refers to a dynamometer-reading. 

Here we appear to require four dynamometers ; bat 
the expression for the instantaneous power may be 
written in the 2nd form given^ which necessitates only 
three dynamometers. Either generator here becomes 
a motor if the second term as given above has changed 
sign^ and is of greater numerical value than the first 
term, which is necessarily positive. 

The expressions for determining the mean E.M.F.* 
of the machines are : — 

(mean e^ = r^ J)^ + r^ jD, + 2r^r^ jDj, | J , ^ ^ . 
(mean ^,«) = r,» ,D, + r,' 3D3 + 2t^t^ M\ ^^l^^^^^^""' 

But this can be simplified, as in the formulsd for the 
powers, thus : — 

-2 



;. (mean ^1*) = ri + ?-5 iDi + rs*,D, + 2.ri + r5.r3iD2, 
(mean e^*) ^r^-\rr^ ^% + r,* iD^ + 2 . r, + r^ . r^ jD, ; 
in which expressions there are only three dynamometer- 
readings, and these the same three as for giving the 
two powers. 

It is clear that —r^c^c^ is the power doing work upon 
the second circuit ; for it is equal to — fc^ at any 
moment ; .•. — r^ 2^s ^ *'^® mean power expended in 
the second circuit. 

This is quite independent of the nature of the ap- 
paratus in the second circuit, which may contain any 
or all of the following : — 

A perfect or absorbent condenser, 
An electro-magnet. 
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A decomposing-cell, 

A vacuum-tube, 

A motor-circuit, 

A transformer-circuit, 

A generating-circuit, 

A welding-machine, 

A tuning-fork, or other make and break. 
Should the apparatus render it undesirable to have 
the current c, passed through the dynamometer, we 
may write 

or Mean Power = rg { ^Dg — 3D3} . 

It was by this means that I suggested to Mr. Swin- 
burne he might measure the dielectric hysteresis of his 
condensers. It would require only two dynamometers, 
as is seen. 



Tlie Casfi of a Machine playing into a Number of Parallel 
Transformei's. 
R -^-^ ^^ ^^ — 




Let E be the E.M.P. of the machine (including all 
induction) ; 
II its resistance ; 



u 
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Let / be the P.D, where the circuits become parallel ; 

r the resistance of the primary from this point ; 

m the number of turns in the primary coil ; 

n the number of turns in the secondary coil ; 

p the resistance of the secondary coil. 

C is the current through the generator ; 

<5 is the current in the primary ; 

7 is the current in the secondary ; 

N the number of magnetic lines in the core. 
Numerical subscripts must be applied where requirovl 
for the various circuits. 

Then 
B-/=CR, \ 

dN I -^ n"^' 

multiply / by c, 

which gives the power in each transformer circuit, and 
indicates the appropriate positions of the two instru- 
ments, viz. one with both coils in the primary, and one 
split between the primary and the secondary, 

p— 7c is the power heating transformer and secondary, 
n 

py^ is the power heating the secondary ; 

.". p-yc — py^ is the power heating the core, being the 
n 

result of hysteresis and Foucault currents. 

Multiply B by C, and we have the total power, which 

is 

R.C« + rCc + -p.C7. 
n 
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Thus the whole power consumed in such a system 
may be measured by means of three dynamometers 
judiciously applied to the main current and those in a 
sivgle branch. 

This, of course, can be applied to measure the power 
at work in a system of parallel transformers by means 
of a home transformer, whose resistances may be kept 
fixed or at least accurately determined. 

It may also be used to measure the electric power 
of a xveJd'mg transformer, into whose secondary it is 
inexpedient, if not impossible, to introduce any extra 
resistance. 

In this case a very high power would be rendered 
measurable by increasing the resistances in the circuits 
of the parallel system. The power consumed in the 
parallel system being, as indicated, known, it can be 
deducted from the total. 



Transformers in Series, 

Let B be the E.M.F. of the machine ; 

Vi be the resistance of the 1st primary; 

r2 „ „ 1st secondary and 2nd 

primary ; 
fs „ iy 2nd secondary and 3rd 

primary; 
Nj be the magnetic lines in 1st core; 
N2 „ „ 2nd „ 



= turns in 



primary 
secondary 



Ci = current in 1 st section ; 
Co = „ 2nd „ 



of 1st transformer ; 
2nd •, 
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Then p „'^i_,., . 

rTN, rfN, 

etc.j etc. 

.-. B = riC, + !l^'v, + ^^i^r,c, + ^^«!l^V,«, + etc. 

The series has ^ + 1 terms when there are q trans- 
formers. The square of this expression will have every 
term quadratic in current, and be thus amenable to 
dynamometer treatment. 

The value for one transformer has already been given 
by me. 

If we multiply through by c^, we have the total power 
CjE given in suitable terms. 

For one transformer. 



or power 



Efi . w 



n 



the first term heating the primary ; r^^ 2^2 is the power 
heating the secondary. 

Therefore the power involved in warming the core 
by the magnetic changes is 
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Tlw Case of Transformers with Primaries in Series. 
E ___^ R 

V V V V 

Fig. 8L 

E is the E.M.F. of the generator j 

N the number of magnetic lines in the core ; 

m the number of turns in the primary of a trans- 
former ; 

n the number of turns in the secondary of a trans« 
former ; 

C the current in the primary ; 

B its resistance ; 

the current in the secondary ; 

r its resistance. 
Numerical subscripts being added where required. 

Then 

x, dN, dNo c?N« . riT> 

ni-jf = <!!>>•»•, 
dN. 

etc. etc. 

/. E = CR + — Vi + — V« + — V» + eto. 
«i 'ih % 

The square of this will be quadratic in c, and the 
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terms will indicate the proper places for dynamometers. 
The total power is 

EC = C«R + v^^Cc, + TpCc^ + etc. 

The first term heats the primary, and each succeed- 
ing term indicates the power employed in heating a 
secondary and a core corresponding with it. Both in 
this case and in the case of parallel transformers it 
appears that the power heating the core and its 
secondary is indicated by one dynamometer-reading 
alone, one coil being in the primary and the other in 
the secondary; the reading requiring multiplication by 
the ratio of the coil-turns in the primary to those in the 
secondary, and by the secondary resistance; t.e. this 
power 

Does not this indicate the direction which efforts 
should take to effect a really fair mode of measuring 
Electrical Energy supplied ? 

In some cases a single instrument might be used, 
even if the formula indicated two terms, to obtain the 
required measurement. Suppose, for instance, that the 
formula had two terms {f'l—c^^'i^. This may be written 
Ci(ci — cg) ; and it is clear that if we had two fixed similar 
coils both in one plane, and made to carry Cj and c^ 
reversed, respectively, and if the movable coil were 
made to carry c^, then the indications of the instrument 
would give the required measurement. It might be 
possible to multiply such coils, and vary their turns 
and position so as to meet any case, if desirable. The 
method is merely indicated here. 

From what I have said, it will not surprise those who 
have followed me, that in questions of power I recom- 
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mend that quotations should be made of mean current , 
as indicated by dynamometers^ and that attempts at 
giving mean current in amperes, with reversing currents, 
should be given up. What a quantity of pains has 
been taken to make voltmeters give indications propor- 
tional to volts ! The merit of a difference of potential 
is as its square, and that of cells as the square of their 
E.M.F. Give me twice the E.M.F., you quadruple my 
power of doing work by its means. To reduce readings 
to give the square root of mean square is doubly wrong. 
It is a ridiculous attempt to reach a useless quantity, 
and, further, gives one the trouble of squaring back 
again. 
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